Google 



This is a digital copy of a book that was preserved for generations on library shelves before it was carefully scanned by Google as part of a project 

to make the world's books discoverable online. 

It has survived long enough for the copyright to expire and the book to enter the public domain. A public domain book is one that was never subject 

to copyright or whose legal copyright term has expired. Whether a book is in the public domain may vary country to country. Public domain books 

are our gateways to the past, representing a wealth of history, culture and knowledge that's often difficult to discover. 

Marks, notations and other maiginalia present in the original volume will appear in this file - a reminder of this book's long journey from the 

publisher to a library and finally to you. 

Usage guidelines 

Google is proud to partner with libraries to digitize public domain materials and make them widely accessible. Public domain books belong to the 
public and we are merely their custodians. Nevertheless, this work is expensive, so in order to keep providing tliis resource, we liave taken steps to 
prevent abuse by commercial parties, including placing technical restrictions on automated querying. 
We also ask that you: 

+ Make non-commercial use of the files We designed Google Book Search for use by individuals, and we request that you use these files for 
personal, non-commercial purposes. 

+ Refrain fivm automated querying Do not send automated queries of any sort to Google's system: If you are conducting research on machine 
translation, optical character recognition or other areas where access to a large amount of text is helpful, please contact us. We encourage the 
use of public domain materials for these purposes and may be able to help. 

+ Maintain attributionTht GoogXt "watermark" you see on each file is essential for in forming people about this project and helping them find 
additional materials through Google Book Search. Please do not remove it. 

+ Keep it legal Whatever your use, remember that you are responsible for ensuring that what you are doing is legal. Do not assume that just 
because we believe a book is in the public domain for users in the United States, that the work is also in the public domain for users in other 
countries. Whether a book is still in copyright varies from country to country, and we can't offer guidance on whether any specific use of 
any specific book is allowed. Please do not assume that a book's appearance in Google Book Search means it can be used in any manner 
anywhere in the world. Copyright infringement liabili^ can be quite severe. 

About Google Book Search 

Google's mission is to organize the world's information and to make it universally accessible and useful. Google Book Search helps readers 
discover the world's books while helping authors and publishers reach new audiences. You can search through the full text of this book on the web 

at |http: //books .google .com/I 



jbvGoOQic 



jbvGoOQic 



jbvGoOQic 



jbvGoOQic 



jbvGoOQic 



jbvGoOQic 



THE ELEMENTS 

OP 

ELECTRICAL TEAISMISSION 



A TEXT-BOOK FOE COLLEGES AND 
TECHNICAL SCHOOLS 



OLIN JEROME FEHGUSON 



NEW YORK 

THE MAOMILLAN COMPANY 
1911 

Alt rinlUs rrsrri'rd 

DL|,l,zedl!,G00Qlc 



Ry THK MACMIl.TAN rOMPANY 



DL|,l,zedl!,G00Qlc 



PREFACE. 



In preparing the material for this book, it has been the author's 
aim to present those things which should be grouped and 
articulated in order to afford an elemental study of the j 

broad subject of the generation, transmiasion, distribution arr3 
utilization of power by electrical proceBses, The title of tho 
work only partially eovers this field, but was chosen with a view 
to brevity and convenience. In fact, our language needs some 
modest word for so large a subject. 

Necessarily, the material available far exceeds the capacity of 
any single volume, but the attempt is made to provide a working 
text-book which may serve as a more or less complete course, 
depending upon the amount of time available for the subject. 
It is hoped that it may serve as an outline for even an extended 
course, supplemented always by that most important source, the 
teacher. Nevertheless, the book Tiill probably stand or fall as 
an elementary text-book, which is all that it desires to be. 

It is proper to discuss subjects which have been presented in 
other books, because they are important features. It has al.-^o 
seemed wise to provide certain discussions not elsewhere available 
liecau-se, sooner or later, the student feels the need of them. 
Under this head would come the matters of self-induction and 
capacity of polyphase circuits as derived from single-phaKC 
circuits, line calculations, standing waves, traveling waves, cur^■e 
calcidations, etc. Further comment might be made upon each 
of the.'»e topics and it seems necessary to speak particularly of 
the methods presented in making line calculations. Here, there 
are given .several processes, each used more or \ess commonly. 
They are all presented in detail in order that contrasts may be 
niade and the simplicity of the series approximation emphasized. 
As is pointed out, the matter of corona is not analyzed mi- 
nutely. It, rather, has been simplified as much as is consistent 
with the fundamental conceptions of the phenomenon. 
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VI , PREFACE. 

In the chapter upon distribution, the attempt is made to i 
summai'ize in clear statements the chief chamcteristics of variou.s 
units which go to make up the load upon an electrical system 
and ^vill determine for it its distinctive features. 

The author desires to acknowledge his indebtedness to many 
friends and manufacturing companies for material and counsol, 
the free use of which has influenced every page of his manuscript. 
Of no one may this be more truly said than of Dr. Charlef* P, 
Stcinmetz, the author's obligation to whom cannot be measured. 

LOlin Jerome Ferguson-, 
Re 
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ELEMENTS OF ELECTRICAL TRANSMISSION. 



I, CONDDCTOBS AND INSOLATION 1 
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II. iNaULATIMO SUPPOBTB 32 

Line: Ulatis, Porcelain. 
Entering; Oil, Porcelain. 

III. I'ULES AND Towers 47 

Wooden Polea, Pins, etc. ; Preservutive Treutnieiit. 
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Curve Drawing Instrumeiita; Curve .Analysis, Ciilculations. 
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ELEMENTS OF ELECTRICAL 
TRANSMISSION. 



CH.\PTPm I. 

CONDUCTORS AND INSULATION. 

Hessurement of Conductors. — There arc ecvcral diiTcrent 
inothotls of indicating the size of a conductor employed in the 
cicrtric traQamission of energy. These methods vary with 
hnrality and with the natures of the conductor employed. We 
are confronted by different gages where identical numbers 
correspond to different diameters of circular wire. A conductor 
may be rated by the diameter, or by the area of the cross -sect ion, 
which is perhaps the most satisfactory method when considering 
ita conductivity independently of the shape and ctimenaions. 

Here, again, the area may be expressed in square inches, square 
miln or circular mils, where the English system of measurements 
ht used. A conductor not circular in cross-section is sometimes 
defined by the number of the equivalent circular wire, as for ex- 
ample, the figure-eight trolley wire may be called a No. 0000, etc, 
A unit called the mil is introduced in order to avoid fractional 
numbers for diameters. The mil is one one-thousandth of an 
inch. It is used with either circular or rectangular conductors. 
In stating the area of a wire it may be done in terms of square 
Wills or circuluT mils. The latter term has the unit of area equal 
t<i a circle of one mil diameter. Hence a round wire 0.5 inch in 
diameter is a 500-miI wire. Its area in square measure ia 0. 1906 
square inch or 196,500 square mils. It is, however, equal to 500* 
circles of one mil diameter, hence, 250,000 circular mils. 

The introduction of this unit avoids the use of the factor r.ji 
in determining the area, and where relative values are desired, 
it is all that is necessary. 

The use of gages becomes more ami more unsatisfactory from 
year to year and there seems to be some little tendency toward 
a greater usage of diameter or area as the descriptive term of 
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.:3*':.'':'.-i5lemewt3-6k electrical transmission. 

identification. When wire gages were first constructed the 
numbers assumed were used to cover the range of sizes then in 
demand. But here, as elsewhere, demands have changed, and 
larger wires have no orderly place in the series, as is evidenced by 
the presence of such terms as No. 000, Ko. 0000, etc. The usage 
is, however, universal, and if not best practice, it is at least good 
standard practice and will be met with upon every turn. 

In America, the B. & S, (Brown and Sharp) Gage is the mo.st 
common one. The Imperial Standard Wire Gage is most used in 
England while Birmingham or Stubbs Wire Gage is also used. 
The B, & S. Gage is frequently known as the American W'ire Gage. 
Table I gives the diameters of wires of these different gages. 
Table I. — ComfMrison of Wire Gages. 



Gage 


B. & 8. G. 


I. S. W. G. 


B. W. G. 


number. 


A. & W. G. 


S. W. G. 


0000 


■ 460.0 


400 


454 


000 


410.0 


372 


425 


00 


365.0 


348 


380 





325.0 


324 


340 


1 


289.3 


300 


300 


2 


258.0 


276 


284 


3 


229.4 


252 


259 


4 


204.3 


232 


238 


5 


182.0 


212 


220 


6 


162.0 


192 


203 


7 


144.2 


176 


180 


8 


128.5 


160 


165 


9 


114.4 


144 


148 


10 


102.0 


128 


134 


11 


01.0 


110 


120 


12 


81.0 


104 


109 


13 


72.0 


92 


95 


14 


64.1 


80 


S3 


15 


67.1 


72 


72 


16 


51.0 


64 


65 


17 


45.3 


56 


58 


18 


40.3 


48 


49 


IS 


3f..n 


40 


42 


20 


32.0 


36 


35 






p.....vC 
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CONDUCTUltS AND INSULATION. 3 

It 18 a noteworthy feature of the B. & S. gage that an increase 
of three in the gage number divides the area of the wire by two. 
That is, No. 5 wire is twice the area of cross-section No, 8 wire. 
Successive numbers differ ia area by the factor ^^2 or 1,2599. 
Xo. 4 wire will, therefore, be 1.2G times as large in cross-section 
as ia No. 5. 

For rough calculations we may deduce the approximate proper- 
ties for eOppwr wires by remembering that No. 10 wire by B. & S. 
gage is about 0.1 inch in diameter and has a resistance of one 
ohm per 1000 feet, and weighs 32 pounds per 1000 feet. For 
example, to estimate data upon No. S wire: 

.\pproximatc area of No. 8 will be 1.2G' times area of No. 10. 
Or 1.26'X10,000=15,900C. M. ' 

Diameter No. 8= 1.20 times diameter No. 10 = 0.120 in. 

Resistance No. 8 = 1/(1.26)' times resistance No. 10=0.03 
ohms per 1000 feet. 

Weight of .\o. 8 per 1000 feet = 1 .20* (32) pounds = 50.8 pounds. 

Comparing these values with tables we have for No. 8 wire 

Area lfl,384 15,900 C. M. 

Diameter 128 126 mila. 

Hesistance per 1000 ft 0.02H 0.63 

Wt. per 1000 ft. 50 60.8 lbs. 

Or, it will l>e seen from the above that a change of ten sizes 
gives the factor 10 in comparing areas of cross-section, for wo 
have the continued multipliers, 2X2X2X120. An increase in 
size number by 10, therefore, gives one-tenth the area of cross- 
section and ten times the resistance. By combinations of these 
two changes, by threes or by tens, any gage number may be 
reached from any other one. This is sufficiently accurate for 
ordinary preliminary calculations or estimates. 

In the Edison or Circular Mil Gage, the gage number is identi- 
cal with the number of thousands of circular mils of area of the 
mre. For example. No. 5 wire will be of area 5000 circular mils, 
Xo. 80 of 80,000 circular mils, etc. Hence, the gage numl)er 
niultiiJlieO by 1000 gives the circuJiir mil area; or the gage num- 
Ut multiplied by 250?r gives the square mil area. 

The current-carrying capacity of a wire does not vary an the 

.GooqIc 



4 ELEMENTS OF ELECTRICAL TRANSMISSION. 

area of cross-section, because the radiating surface does not 
increase in the same proportion. If 

■a —wtttta radiated per unit area conductor surface, 

r - reaJHtance of conductor, 

s —surface of conductor, 

d —diameter of conductor, 

wo have, for constant temperature 

seed 



If OC „ 



CC - = constant. 

s a' 

.-.iced-- 

Copper wire is almost universally manufactured by drawing. 
We meet with both hard drawn anti soft drawn or annealed copper 
wire. The difference, from the standpoint of manufacture, lies 
in the fact that the soft drawn wire is annealed more frequently 
in the process of drawing than is the hard drawn. This gives a 
softor and weaker strand of better conductivity than is acquired 
by hard drawing. The difference in conductivity favors the soft 
drawn wire by 3 per cent, or 4 per cent., while the tensile strengths 
show a decided superiority of the hard wire. In fact, they may 
vary as much as from 35,000 pounds per scjuai-e inch for soft wire 
to U5,0(K) pounds per square inch for hard wire. 

Hopblings give as comparative values the figures shown in 
Tabic II. 
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CONDUCTORS AND INSULATION'. 
Table n. — Tensile Stnngtli of Copper Wire. 



Numbers 


Breaking weighta — puundH. 


B. & R. (1. 


Hard drawn. 


ADDcaled. 


0000 

000 

OH 




8,310 
6,380 
5,220 
4,558 


5,650 
4,480 
3,553 
2,818 



1,559 
1.237 



Matthicssen 's figures as recommended by a committoo ap- 
pointed by the A. I. E. E. are used as n ba.sis for reMistanic values 
given in these pages. 

One mil-foot of eoft copper han resistance of 0.38 international 
ohms at 0° C. 
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ELEMENTS OF ELECTRICAL TRANSMISSIOX. 

One mil-foot of tmrd copper has resistance of 9.59 inU-niat ioii:i] 
uhnui at 0° C. 

If we have a aoft copper wire 0.5 inch diameter, its resititaiice 
per thousand feet will be 



B = 



For hard drawn wire it will be per thousand feet 



The resistance of a 100-foot copper strip 300 mils by 60 mils 
will be 

9.38X100 

ji^ =0.0409 ohms. 

(50X300 



x/4 



In this calculation the area of the rectangular crosa-section may 
be expressed in the terms of circular viils (C. M.). This is done 
by the reduction factor ;:/4, for 

Area in square mils = -/4 (area in circular mils). 

l''ormulffi expressing these facts will be, if L = numl>er of feet 
length, 

It {hard copper) =- ^ ~ — — - -—ohms at OT. 
CM. sq. mils. 

K ■ (soft copper) =— ,— ^ 



C.^f. sq. mil.s. 

Table III gives data upon copper wire measured according 
to the B. k S. gage. Table IV similarly gives the data where 
the diameter of wire is expressed in mils. 

If a comparison is desired l>etween these units of measure and 
the metric system, we may obtain metric measures of any wire 
by multiplying its diameter in mils by the reduction constant 
0,0254001, giving diameter in millimeters. That is, a circular 
wire of 3/8 inch diameter (375 mQs) is 375X0.0254001=9.525 
mm. =0.9525 cm. in diameter. 
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CONDUCTORS AND INSULATION. 
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ELEMENTS Or ELECTRICAL TR.\NS MISSION. 
Table IV. — Data on Copper Wire, Uil Heasurament 
Area of cross » 



Diameter 




' 


Pounds. 


ReaisUocfl 


inib. 


Circular 
mils. 


Square 
mik. 


per 
1000 feet. 


per 
1000 feet. 


460 


211600 


166200 


640.5 


0.04893 


410 


168100 


132100 


510.0 


0.06143 


365 


133200 


104700 


403.5 


0.0777 


325 


105600 


83000 


320.0 


0.0979 


28fl 


83520 


65700 


253.4 


0.1236 


258 


66560 


52300 


201.9 


0.1552 


229 


52440 


41200 


159.0 


0. 1970 


220 


48400 


38010 


146. S 


0.2135 


204 


41820 


32690 


126.2 


0.249 


193 


37250 


29260 


112.9 


0.278 


182 


33120 


26010 


100.3 


0.312 


172 


29580 


23230 


89.6 


0,353 


162 


20240 


20620 


79.6 


0.394 


153 


23410 


18400 


71.0 


0.4415 


144 


20740 


16300 


62.8 


0.499 


134 


17960 


14110 


64.4 


0.576 


129 


16040 


13080 


50.5 


0.620 


120 


14400 


11310 


43,6 


0.718 


114 


13000 


10210 


39.4 


0,795 


109 


11880 


9340 


36.0 


0.871 


102 


10400 


8180 


31.5 


0.995 


95 


9025 


7095 


27,37 


1.145 


91 


8281 


0.W5 


25.1 ■ 


1.249 


86 


7H96 


5810 


22.4 


1.3B9 


81 


O.'iOl 


5160 


19.9 


1.673 


78 


5776 


4540 


17.5 


1.79 


72 


5184 


4075 


15.71 


1.092 


68 


4024 


3035 


14.01 


2.235 


64 


4096 


3220 


12.4 


2.525 


61 


3721 


2920 


11.29 


2.778 


57 


3249 


2550 


9,85 


3.18 


54 


2910 


2290 


8,84 


3.542 


51 


2601 


2045 


7.89 


3.97 


49 


2501 


1965 


7.58 


4.135 


45 


2025 


1590 


6.14 


5.10 


42 


. 1704 


1387 


5.35 


5.85 


40 


1600 


1258 


4.85 


6.465 


38 


1444 


1135 


4.38 


7 155 


35 


1225 


963 


3,71 


8 446 


32 


1024 


805 


3.11 


10.07 



ro.vDiiCTORa and INS|TI~4TI0N. 
Table V. — RestetutceB of Copper Alloys. 



Substances alloyed with 
pure copper. 



Copper, with 0.05 per cent, of carbon. . 

Rulphur: 

Copper, with , 18 per cent, of sulphur , . 

Phosphorus: 

Copper, with , 13 per cent, of phoaphoi 
Copper, with 0.95 per cent, of phosphor 
Copper, with 2.5 per cent, of phosphoru 

Copper, with traces of arsenic 

Copper, with 2 . 8 per cent, of arsenic. , . 
Copper, wilh 5 . 4 per cent, of arsenic. . . 



Copper, with traces of linc. . . . 
Copper, with 1 . 6 per cent, of zi 
Copper, with 3.2 percent, of w 



Copper, with 0.48 per cent, of iron. 
Copper, with 1 .06 per cent, of iron. 

Tin: 

Copper, with 1 .33 per cent, of tin. . 
Copper, with 2.52 per cent, of tin. . 
Copper, with 4.9 per cent, of tin. . . . 



Conductivity 
of hard drawn 
alloy, pure soft 
copper being 100. 



Tem|)era- 



Pilver: 

CVipper, with 1.22 per cent, of silver. , , . 
Copper, with 2.45 per cent, of silver. . . . 

C<old: 

Copper, with 3.5 per cent, of gold 

Aluminium: 

Copper, with 0.10 per cent, of aluminium. 



77.87 


Degrees 
18.3 


92.08 


19.4 


70.34 
24.18 

7,52 


20.0 
22,1 
17.5 


60,08 
13.66 
6,42 


19.7 
19.3 
16.8 


88,41 
79,37 
59,23 


19.0 
16.8 
10.3 


35,92 
28.01 


11,2 
13.1 


50.44 
33.93 
20.24 


10,8 
17,1 
14,4 



I 14.0 
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Table VI. — Hard Drawn Copper Telephone Wire Specifications. 
(British Post-office). 



■si I 
II ii 

1 1 r 



2-2e 




So;> 


820 


780 


2400 


s 15 


IBO 


m.o 


600 


81S 


S8S 


1800 


■S 20 


iao.2B 


isa.s 


400 


410 


300 


1300 


£ 25 


113.28 


iio.s 


200 


205 


105 


950 


i 20 


98 


«a.5 


IflO 


.53.78 


14S.2B 


460 


l» 


SO 


78.0 


100 


102.5 


07.6 


330 


£ 30 



1.301 
5.855 



Table VQ. — Hard Drawn Copper Telephone Wire Specificatlims. 





KHiuimJ 


165 






160.0 




Minimum 


164.0 




Rcqulr«l 


4.18.4 




.Minimum 
Aflunl 


«,., 










Actual 


■:„, 




inch 


02100 




Maximum 






Muiunum 


152 


C„n,l».,lvi,, 




% 



"""'"' 


lOB. & 
8.G. 


12 B.* 


14 D. A 
S.G. 


104.0 


101. fl 


800 


64.0 




Utl.H 


81,2 




103,1 


101,0 


-0.3 


8.1.0 


173.4 


185. 


102.6 


65 






105.7 


87.6 


1-0.4 


182.0 


100.8 


63.0 


54B 


540 


3.34 


220 


-Wfl 


510 


327 


212 


646.« 


84S00 


86500 


6S200 


219 


■MS 


72 






1S2 






fl- 


07 


07 


97 




SO 


-.18 


06 


40 


40 


44 


47 


, 


Old 


0.94 


0,91 



CONDUCTORS AND INSULATION II 

Spetificiitions usually state that a copper wh-c must have a, 
coiuUictivity of not less than 98 per cent, of that of pure copper. 
'I'liiit the conductivity varies widely with changes in composition 
is shown by Table V. 

Hard drawn copper is used for telephone linos. In Cireat 
Rritain, where there is government control of telephone service, 
the Post Office specificationfl for copper wire are carefully out- 
lined. Including Tablea VI and VII, they are in part as 
follows: 

"The wire shall be capable of being wrapped in six turns 
around wire of its own diameter, unwrapped and again wrapped 
in six turns around wire of its own diameter in the same direction 
as the first wrapping without breaking; and shall be also capable 
of l>eanng the number of twists set down in the table, without 
breaking. 

"The twist-test will lie made as follows: The wire will be 
gripped by two vises, one of which will be made to revolve at a 
ppoed not exceeding one revolution per second. The twists thus 
given to the wire will be reckoned by means of an ink mark 
which forms a spiral on the wire during torsion, the full number 
of twists to be visible between the vbes." 

.\ccording to the above table, the mile-ohm of copper required 
is 878 pounds. This corresponds to a conductivity of 97.8 per 
cent., taking the value of the mile-ohm of 100 per cent, copper as 
859. 

Ab here seen, a different unit is used in consideration of con- 
ductors for the use of telephone or telegraph, called the milc-okm 
of wire. It is the weight of a certain material which wilt have 
I ohm resistance per mile length. It is, in a sense, a combined 
measure of comluctivity, diameter, weight, etc. 

Aluminium. — The use of aluminium for electric conductors is 
very frequent. Whore economy of space is necessary it would 
never be used in place of copper, as for instance, in armature 
windings, transformer coils, etc., etc. However, wherever this 
s^pace economy is not demanded, we may consider the use of 
aluminium. 

It is much lighter than copper. It has a lower conductivity 
than copper. Its tensile strength is less than that for copper. 
I'ut into figures the comparison may be stated thus: 

.GooqIc 
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Specific gravity. , Conductivity. Tensile strength. EUstic limit. 



Copper 8.93 96 to 99 , 30000 to 68000 20000 

Aluminium 2.68 ! 61 to 63 20000 to 35000 15000 

Assuming average conductivities of 97 and 62 respectively, 
we find for equal conductivities, copper and aluminium wires 
must bear the ratio of cross-section, 

Copper to aluminium = : =1.0000 : 1 .5(i45. 
'^' 97 62 

By comparison with wire tables, it is evident that this differ- 
ence in area corresponds almost exactly to a change of two 
B. & S. gage numbers. For example, a No, 10 copper wire may 
be replaced by a No. 8 aluminium wire so far as conductivity is 
concerned. The latter really gives a slightly increased conduc- 
tivity by the ratio of 1.2G' to 1.5045 = 1.015 or 1.5 per cent, 
increase. 

The weights of equal volumes bear the ratio: 

Copper to aluminium = 8 . 93 : 2 . 68 = 1 . 000 : . 300. For any 
given diameter the weight of aluminium wire is 0.3 of the weight 
uf a copper wire. Or for equal conductivities, 

. . s 

Copper to alummmm = - : -. 

The weights of a span of copper wire will be 1 /0 . 469 times the 
weight of the equivalent aluminium span or 2 . 13 times as groat. 

It will be noted that, aa for equal conductivities the aluminium 
conductor has 1.56 times the cross-section of the copper con- 
ductor, it presents this much greater body to the pressure of 
wind and for the formation of ice. In some localities both of 
these factors are serious considerations. 

In order not to exceed the elastic limits of the materials we 
may assume about 14000 pounds per square inch for aluminium, 
and 18000 to 25000 pounds per square inch for copper. 
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It is necessary to keep tensions much below the teat values 
for these materials, owing to the fact that under continued strain 
the molecules of the metals will gradually flow and the wire will 
become permanently elongated and diminished in diameters. 

Or, using tensile strength as the basis of comparison, 

Aluminium 33,000 pounds per square inch. 

Copper — hard drawn. . . . 60,000 pounds per square inch- 
Copper — soft drawn 35,000 pounds per square inch. 

By referring to Table VIII, the coefficients of expansion 
of copper and aluminium are found to bear the ratio of 1 to 
! .38, This indicates that aluminium will sag more in hot weather 
and tighten more in cold weather than does copper. 

Table Vlll. — Properti«B of Copper, Aluminium and Iron. 



Specific gravity ' 8 . 89 

Weight in lbs. per cu. in ' 0.3215 

Electrical resistance in ohms' 

pet cu. cm, at 0° C 1.59 x 10- 

Mclting point in degrees C. .! IIPO 
Specific heat at ordinary! 

tem)>eraturcB. (about) | 0. 093 

Coefficient of expansion per 

degree F ' 9.2Sx 10- 



0.22 0-11 

13.8 X in-' I (i,9x 10-' 



It is evident from the foregoing figures that aluminium should 
never be used where the conductor is to be insulated. Taking 
two wires of equal conductivity we find that their diameters 
have the ratio, copper to aluminium, of 1 to 1.25. Hence, with 
insulation of equal depths, it will require nearly 25 per cent. 
more material for the protection of the aluminium circuit than 
for that of the copper circuit. The lighter the insulation, the 
nearer the percentage approaches to 25 per cent. As in.sulating 
materials are expensive this item Iwcomcs prohibitive for 
aluminium. 

In comparing prices the proper ba.sis is not per pound of 
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material but upon equality of conductivity. .\s we have seen, 
for equal conductivity aluminium ia only 46 . 9 per cent, aa heavy 

1 
i-4(i' 

timet! the current price of copper. At present prices of copper, 
13.5 cents, aluminium would have a comparative value of 2. 13 
timea 13 . 5 cents, or 28 . 7 cents per pound. 

As before noted , use of aluminium cannot be made in all situu- 
tions. It is, however, well fitted for power transmission and 
distribution. Its saving in weight being about 53 per cent., it is 
permissible to lessen strain upon towers, poles, insulator pins, 
etc., or to increase distance between poles without increasing 
strains. The accomplishment of either of these ends may, in 
individual cases, be of the utmost importance, as will be shown 
in the discussion of line construction. 

A further consideration, sometimes important, is that with 
fewer towers or poles there are fewer points of support for leak- 
age currents to ground, or for possible accidental grounds. 

Aluminium is frequently installed for heavy feeders for railway 
or lighting work and for station bus bars. In the former cases, 
stranded conductors are always used. The bars are flat and 
thin (comparatively), being so designed that a large amount of 
surface will be present for radiation of heat. In this respect, 
aluminium has a decided advantage over copper because large 
bars are used, hence greater surface presented to air for radiation 
of heat. For the same iV losses dissipated by heat radiation 
and convection, that conductor will maintain the higher tempera- 
ture which has the least area of surface. Hence, copper will 
have higher temperature rises than will aluminium for the same 
conductivity. This allows the use of less aluminium than the 
47 per cent, equivalent copper conductor. Practice indicates 
that the aluminium bar may be as small as 1 , 25 times the copper 

bar. That is, 1.25X-- ;—**■ 375 pounds of aluminium replaces 

1 pound of copper. Accepted current densities for aluminium 
bus bars range between WW and 12(X) depending upon size. 

Aluminium is quickly coated by a thin layer of oxid which 
serves as a protection to the metal. This occurs with the ordi- 
nary conditions of moisture in the air. The sulphurous fumes of 
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locomotive gases do not attack it. Successful joints cannot be 
made with aluminium by the same methods as for copper, Thia 
is due to the fact that no acceptable soldering process has as yet 
been found. Solder is not necessary from the standpoint of 
eloctrical conductivity of a joint. It is added in copper joining 
as a means of maintaining the perfection of the splice. Inci- 
dentally, however, it does increase conductivity, but this is not 
its prime utility. Similarly, in aluminium, some step must be 
taken to insure permanence of the joint. This may be accom- 
plished by a more careful mechanical construction of the joint 




by ordinary moans. When an aluminium cable is to be spliced 
it may be opened up farther back than would be done for copper 
cables and each wire joined by a longer twist to its corresponding 
wire in the other cable. Thei-e are also special moans of acconi- 
pli.shing the same end (Fig. 1). A twist joint reinforced by a 
double sleeve applied before twisting and conforming to the 
t^pirals thus made gives a very secure joint. There are also uned 
threaded sleeves compressed upon the ends of the conductora, 
adjacent sections of the line being joined by use of a stud threaded 
right hand and left hand. This construction lends itself advan- 
tageously to conductors greater than 400 mils diameter. Below 
this eize the twisted sleeve is perhaps best. 
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Tap-off joints are best accomplished by uae of a clamp carrj-ing 
a side lug for branch connection. 

All joining devices, tie-wirea, etc., must be of aluminium or 
there will result lotal galvanic action. This is generally destruc- 
tive to the aluminium, because it is electro-positive to a great 
majority of other metals. 

Moreover, the tie-wires should be of annealed wire in oider 
that they may not injure the surface of the conducting strand. 
Data concerning aluminium wire are shown in Tables IX and X. 

Table IX.— Data on Pure Alumlni&m Wire (Solid). 
Conductivity at 62 in the Matthics&en standard scale. 
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Table X. — Date on Stranded Aluminium Wire. 
Conductivity at 62 in the Matthiesaen standard acale. 
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Iron wire is not uaed for any ordinary transmission of electrical 
energy, except in cases of very smalt currents, as telephone, 
telegraph, signal, etc., and even here it is not as common as 
formerly. It has certain properties which would make it very 
satisfactory for such a purpose, but it also has serious faults. 
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If copper or aluminium could be brought to stand such high 
tension as Iron, much would be gained. But such values aa 
60,000 pounds per square inch uepd for iron and 100,000 pounds 
per square inch used for steel cannot be equalled or even ap- 
proached by either of these. Again, iron is exceedingly cheap 
compared to cither of these other metals. As regards weight, 
although it has about 84 per cent, of the weight of copper, its 
conductivity is so much less than that of copper, that for equal 
conductivities it is much the heavier of the two. The ratio ot 
resistances is about I to 6. This means that for equal conductiv- 
ity an iron wire would weigh 5.04 times the given copper wire. 
Or, compared with aluminium the weights would be. 

Weight of iron : weight of aluminium =10.75 : 1. 
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Flo. 2. — Skin eSect wiUi iron couduclon. Diameter— 0.177 inebes. 



Despite this handicap, special instances may arise where the 
extra strength of the iron will demand its use for certain long 
spans, as across a river. The most serious fault of iron for use 
as a conductor is that it is magnetic. The result is that with 
alternating currents the impedance is increased many fold 0%-er 
the ohmic resistance depending upon the frequency of the 
current the size of the conductor etc. In fact, the actual 
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effective resistance is increased due to the skin effect whereby 
the current density at the surface of the conductor is greater 
than the density in the interior of its cross-section. The effect 
is to reduce the cross-section of the conductor actually in use, 
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Fig. 3.— iikiii effoot with irnc conducton. DiamMer -0.250 incboa. 

that ia, to increase the resistance, and is present even with copper 
t-onductors. 

The effective resistance of the rail return of the Ballston line 
of the Schenectady Railway system was increased over the ohmic 
rosistance in the ratio of 1 to 1 . 93 when alternating current 
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—Skin effect with ir 



jiories motors were put upon the cars and supplied with current 
at 25 cycles per second. 

In an extcmled scries of tests made in 1!M)1) by Mr. C. M. Davis 
upon iron conilurtoit4 of various sizes it is found that this effect 
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of increase of resistance (and also reactance and impedance) is 
very marked even with low frequencies. These increases are 
shown by curves in Figs. 2, 3, and 4, taken from Mr. Davis's 
report at Union College. 

Similarly, by assuming that the conductor is replaced by a 
hollow one of equivalent resistance, having the same outer 
diameter and a thickness of shell d, Fig. 5 shows what may be 
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FiQ. S. — Equivalent depth of current penetntioa. 

called the equivalent depth of penetration of the current in the 
conductors. 

Comparing Fig. 6 with Figs. 2, 3, and 4, and remembering the 
differences in diameters, it is seen that stranding an iron conduc- 
tor will reduce the effects above noted. Wherever an iron span 
is required, if current is of any large magnitude, the conductor 
should be stranded. 

In case of an extra long span, where the copper wire has not 
sufficient strength and the iron wire has not sufficient conduc- 
tivity, use may be made of bimetallic wire, an iron core within a 
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copper shell. As will )>e seen from the discussion upon skin 
effect, the change from copper core to iron core affects the 
resistance only slightly, but it furniahes a stronger wire. 

There are many alloys in use as conductors, but they may be 
iiaid to be of special application. Many are manufactured, each 
for the sake of some quality which makes it of great value under 
certain circumstances. That peculiar property may be strength, 
zero temperature coefficient, high resistance, etc., but these 
special features cannot be discussed at length at this time. 

There are several different methods of using conductors aa 
regards flexibility. One solid wire may be used where its size 
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Flo. S. — SkJD effect with atnudad iroD eonductoc. Diameter •0.:1T5 incha. 



is not sufGcient to make it unwieldy and stiff. Where some 
flexibility is required the large conductor is replaced by several 
Ktrands of wire of sizes 8 to 14 B, & S. gage. This gives only a 
partial relief and will not permit short bends. Where short 
tiima must be made or the cable is to be handled or have its 
position changed repeatedly, smaller wires of sizes 14 to 20, 
It. & S. gage, must be used, keeping the total area of crosB- 
,«cction of metal as before. This increased pliability is obtaine<l 
at an increased cost, for the small wires are more expensive per 
pound, there is much more work in forming the conductor either 
by twisting or braiding, and the increased diameter of the cable 
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diio to subdivision demands more insulating material. .-Vs 

c< HI sequence, the miirc flexible toiidui'tors are not used exri'pt | 

where they are decidedly advantageoua, I 

In aluminium eable3,stranding is always practised as a mechnn- 
ical protection to the cable itself ami also as a relief to supports. I 
It is manufactured down to an eqiiivalent of No. G B. & S. gnge, | 
an<l has the properties shown in Table X, as already noted. 

Insulation. — In the protection of circuits many materials are 
used for insulation. These different substances are not all 
equally successful under similar conditions, but each one may 
have a more or less particular application. Broadly speaking. 
however, there are some few materials which will satisfy all the 
requirements of ordinary service. 

The conditions to be met include the harmful effects of 
moisture, change of temperature with extremes in either direction, 
salts and acids, injurious vapors, abrasion, etc., besides which 
there will he present in the material mechanical strength, high 
dielectric qualities, permanence, and more or less flexibility. 

In securing these qualities, the best results are obtained by 
use of paper, rubber, or jute, cotton or hemp impregnated with 
some pitch or tar. Paper, oiled cambric, etc., are very frequently 
used in the heavier insulations and metallic sheaths are after- 
ward provided for the sake of mechanical protection, 

A\'hen rubber is used it is always rulcunizcd. This procew 
consists of heating it to a temperature of about 150° 0. and 
intimately mixing about 3 per cent, powdered sulphur with it. 
Owing to the presence of this sulphur, a copper wire so insu!afc<l 
must always be tinned in order to escape the corrosive attack 
otherwise resulting. 

The vulcanization process gives the rubber durabilitj' and 
firmness, and makes it waterproof. 

The conductor should be exactly central in any cable or the 
insulation is weaker upon one side than upon the other. Rubber 
should adhere to the copper if well manufactured. 

There has lieen considerable discussion as to what simple 
tests may be made upon rubber insulation in order to determine 
its qualities. Many purchasers specify that the insulation shall 
contain at least 30 per cent, of Para rubber. Using a mixture 
following this specification and properly treating it by careful 
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vulcanization, eti^, one may feel assured of good insulation. It 
is not necessary to pin one's faith only to Para rubber, however, 
for there are other rubbers of approximately the same grade. 

The simplest tests of any particular value are the tests of 
strength, elasticity, voltage to puncture, and resistance per mile 
of conductor. A ctrip of the insulation taken from a conductor 
if of size large enough to be representative, should admit a 
tensile strain of 800 pounds per square inch without rupture. 
It should also be able to stand elongation to three or four times 
normal length without injury. Not only should the elongation 
Lh} possible but when stretched to three times its length, it should 
promptly return to approximately its original length upon 
removal of the tension. 

The potential test may be carried to 2.5 times normal or 
working potential. Excessive or long continued tests are apt to 
become injurious to the cable and develop incipient weaknesses, 
which, later, will be the cause of destruction of the insulation. 
It may be instructive to carry tests upon samples to their respec- 
tive limits. 

As regards the dielectric resistance per mile of conductor, this 
may be estimated by a formula suggested by Mr. E, W. Stevenson 
in the Trans. A. I. E. E. of 1906, namely: 

Megohms per mile after 1 minute electrification at 60° F. 
=COOO(log. Djd) where D is external diameter of the rubber and 
d ia diameter of conductor. Definite values are often misleading, 
however, and more can be learned by comparison of several 
simitar coils of wire or cable. Lack of uniformity here would 
indicate individual weaknesses which will sooner or later cause 
trouble, 

Mr. W. S, Clark, in a paper before the A. I. E. E, in 1900, 
quotes the specifications of the Rubber Covered Wire Engineers' 
-Vasociation for 30 per cent. Rubber Insulating Compound. It 
is aa follows: 

Spedflcattons 30 per cent. Rubber Insulating Compound. 

Rubber-covered Wire Eo^eeis' Association. 

The compound shall contain not less than 30 per cent, by 
weight of fine dry Para rubber which has not previously been ^ 
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used in rubber compounds. The composition of the remaining 
70 per cent, shall l« left to the diacretion of the manufacturer. 

Chemical. 

The vulcanized rubber compound shall contain not more than 
fi per cent, by weight of acetone extract. For this determination, 
the acetone extraction shall be carried on for 5 hours in a Soxhlet 
extractor, as improved by Dr. C. O. Weber. 

Mechanical. 

The rub)>or insulation shall be homogeneous in character, shall 
be placed concentrically about the conductor, and shall have a 
tensile strength of not less than 800 pound,'* per square inch. 

A sample of vulcanized rubber compound, not less than 4 
inches in length, shall be cut from the wire with a sharp knife 
held tangent to the copper, Marks shall be placed on the 
sample 2 inches apart. The sample shall be stretched until the 
marks are 6 inches apart and then immediately released; 1 
minute after such release, the marks shall not be over 2 3/8 
inches apart. The sample shall then be stretched until the 
marks are 9 inches apart before breaking. 

For the purpose of these tests, care must be used in cutting to 
obtain a proper sample, and the manufacturer shall not be 
responsible for results obtained from samples imperfectly cut. 

ElectricaL 

Each and every length of conductor ahall comply with the requirements 
given in the following tjihle. The tcnta shall 1)6 made at the works of (he 
manufacturer when the oonduclor ia covered with vulcanized rubber, and 
before the application of other coverings than tape or braid. 

Tests shall be made after at least 12 hours' submersion in water and 
while still immersed. The voltage si>ecified shall be applied for 5 minutes. 
The insulation te^t shall follow the voltage test, shall be made with it 
battery of not leas than 100 nor more than 500 voll*, and the reading shall 
l>e taken after 1 minute's electrification. Where test-s tor acceptance aro 
made by the purchaser on his own premises, such tests shall be made within 
10 days of receipt of wire or cable by purchaser. 
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Table XI. — Insulation ResisUnc«. 

} per cent, rubber compound, Megohma per mile. 60° F. 

One minute-etectrificaUon. 
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I per cent, rubber compound. Voltage test for 6 minutes. 
For 30-minute test take 80 per cent, of these figures. 
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H "^ ELEMENTS OF Erj-xrTRICAL TILVNSMISSION. 
Inspection. 
Tlie purchaser may send to the works of the manufacturer 
a representative who shall be afforded all necessary facilities to 
make the above specified electrical and mechanical tests, and 
also to assure himself that the 30 per cent, of rubber above spec- 
ified is actually put into the compound; but he shall not be 
privileged to inquire what ingredients are used to make up the 
remaining 70 per cent, of the compound. 

The best rubber compounds are expensive and wherever it is 
possible they are often replaced by cheaper materials. Due to 
reduced intrinsic- value it is possible in many cases to equal its 
insulating value by use of a greater amount of material, thus 
making a cheaper cable and one just as satisfactory and durable. 
In fact, the life of rubber compounds may be excec<led by that 
of paper or varnished cambric. 

With varnished cambric the copper is first given a layer of 
paper, cloth, or rubber to avoid chemical action. The varnished 
cambric is then applied in tapings between which are placed thin 
coatings of plastic material which will permit adjacent layers of 
the cambric to slide upon each other and return to place again 
as the cable is bent and straightened. This excludes air and 
moisture as well. The core is then given cotton braiding and 
weather proofing for outside work or asbestos braiding and fire 
proofing for station wiring, or taping and lead sheath for such 
installations as may demand it. These cables may be bent to 
a radius equal to six times their own diameter. Transformer 
cooling oil or that used in oil switches does not injure the 
insulation. 

One of the strong points of this insulation is that it will not 
deteriorate so rapidly as either paper or rubber if the protetiting 
coat of lead, asbestos, etc., is injured by electrolysis, abrasion, or 
otherwise. In handling and installing paper protected cables 
great care must bo taken to keep all cable ends sealed against 
absorption of moisture. 

The general make-up of cables is shown in Figs. 7 to 10. 
Tables XII, XIII, and XIV, respectively, give data upon the 
constants per mile of cable, the current capacity and the testing 
voltages to be used (or varnished cambric cables. 
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Baned on pure copper at 75° F. with an allowance of 3 per cent, for spiral 
jiath of conductors, 60 cycles per second, and standard thicknes.s of var- 
nished cambric insulation. 

Values are practically the same for other typen of insulation. 

XoTK. — Thene figures are approximalely correcl/or 98 per cent, conductivity 
mppfT at 05° F. 
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Table XnL — Cuirent Cairjing Capaci^ of Insulated Cables. 
Initial Temperature, 20° C. 
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CONDUCTORS AND INSL'LATION. 
Table XIV.— Worldng and Test Voltages. 
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30 ELEMENTS OF ELECTRICAL TRANSMISSION. 

neutral with three cond to bl h' kness of insulation between con- 
ductors and ground need be U that between conductora. Tedts 
on such cable in proport kn sa of insulation: Example, 3-ph&^^, 
X2000-volt circuit "Y" gr ed, insulation on each conductor 
6/32 in. (total between ra 2 in.), out«r belt 3/32 in. (total 
9/32 in.); test pressure a minutes between conductors 30.000 
volts, each conductor rt 00 volts. For mechanical rca.sons, 
thickness of insulation on individual conductors of 3-conductor cables ;t.(KH) 
volts and less is made somewhat greater than required by working presiiure 



Paper is an excellent insulator and gives good satisfaction 
when used in cable protection. Its use is becoming more preva- 
lent owing to its desirable properties. It has durability, hifih 
dielectric strength, some flexibility and low specific inductive 
capacity. It muSt be carefully guarded from moisture by 
impregnating it with paraffin, resin, oil or other compound and 



circulaT'Diil cuncca- twin, loaded Icikiled cvblo. iar-mil amwnM cable, 

trie cable. cable. 

sheathing it preferably in lead. This lead covering is one con- 
tinuous body and in formed directly upon the cable by passing 
the cable throuffh a vessel containing molten lead. As the cable 
is withdrawn through an opening, the lead is forced out with it 
by hydraulic pressure and forms a seamless and continuous 
coating. 

Gutta-percha is a natural gum wliich is largely used in insu- 
lation also. Its dielectric strength is about equal to that of 
i-ubbcr. It is necessary, however, to prott'ft it from the air or 
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it will quickly oxidize and lose its insulating qualities as well as 
its elasticity. Consequently, its most common use is in sub- 
Diarine cables where it is well covered by wire or steel ribbon over 
jute, in turn being covered by a jute-asphnlt coating to protect 
the iron from corrosion. Again, it softens with small tempera- 
ture rises and must be kept cool. Such a cable, if broken under 
water, will not absorb water as every attempt is made to form 
the insulation and conductor into a solid mass. Oils are, how- 
ever, injurious, and such cables must not be used in connection 
with oil-cooled machines. 

As noted in previous paragraphs, asbestos is used for various 
qualities, including stability, heat-resistance, etc. 

Paraffin is used as a filler for paper, cloth, etc. 

While these and many other materials are used in the insulation 
of conductors, the most economical usage is to grade the male- 
rials by their specific inductive capacity and use them from the 
conductor outward, arranged in such an older that their specific 
inductive capacities vary inversely as the distances from the 
center. The result of this grading is to establish a more uniform 
potential gradient throughout the covering with no greater 
tendency to puncture at the surface of the conductor than at 
the outer coating. This may be made clearer by likening the 
layers of insulation to succ^essive capacities in series with each 
other. The greatest potential strain will occur across the 
smallest capacity. In a uniform covering the potential gradient 
will be represented by the expression 

de 0.434 E ^ ,. , ,. , 

= = potential gradient, 

dp p log Rjr 

where E equals the total potential strain; r is the radius of the 
conductor; R is the outer radius of the insulation and p is the 
radius to the point whose potential gradient is desired. This 
means that the potential gradient is inversely proportional to 
the radial distance p. If, then, we place in contact with the con- 
ductor the insulation having the greater specific inductive 
capacity, the strain across it will he less than it would for low 
specific inductive capacity, as it lorrospondH to the greater capac- 
ity in the comparison above made. 
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32 KLEMKNTS OF ELECTRICAL TRAXSMISSION. 

It has been proposed to use for these successive layers paper 
impregnated with different substances, as oil, resin, ozokerite, 
paraffin, pitch, etc., thereby securing specific inductive capacitieH 
of 3.3 to 4.8. It would seem possible to secure greater variation 
by combinations of paper insulation and rubber insulation a» 
the latter, mixed with different quantities of sulphur, talc, 
minium, zinc oxid, carbonate of lime, etc., will give sppcific 
inductive capacities of 4 to CIO, and still have good dielectric 
strength. In fact, by letting the dielectric properties suffer 
rather seriously, the use of gypsum, lime, and baryta with rubber 
substitutes will give specific inductive capacities of 10 to 12, 
So great is the drop in dielectric strength and the length of 
life, however, that the use of such low-grade insulation is not 
permissible. 

The variation of specific inductive capacity of numerous 
insulating materials is given in Table XV as suggestive of the 
ordinary limits encountered. They are wide enough, however, 
to allow considerable latitude, if suitable means are developeil 
tor the combining of some of these substances in one cable 
covering. 

Table XV. — Specific Inductive Capacity. 

Paper 2.00 

Rubber — ^pure. 2.12 

Rubber— vulcanized , . , 3.00 

Oiokerite 2.13 

Paraffin 2.00- 2.32 

Resin 2.00- 3.0O 

ShelUo 2.74- 3.67 

Sulphur 2.88- 3,21 

Paper cables 3.30- 4. SO 

GuttB percha 3.30- 4.ftO 

Rubber cables (Sulphur, talc, minium. linc oxid, carbonate of 

iime) 4.00- 6.10 

Porcelain 4.40 

Castor oil 4. 60- 4.80 

Mica 3.00- 7.00 

Rubber cables (gypsum, lime, baryta, rubL>cr aubstitutcii) , , , . 10,00-12.00 
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CHAPTER II. 
LINE INSULATORS. 

Types of InsulatOR. — The first transiiii»sion lines requirinf; 
iusulation from the return conductors were telegraph lines. 
The separation was accomplished by wooden supports. Wet 
weather introduced the now well-known difficulties attendant 
upon failure of insulation and it became necessary to use porce- 
lain, pottery and glass insulators. The result has been the 
gradual development of the ordinary glaea telegraph insulator. 
When the transmission of power became a feature of electrical 
engineering practice, the natural step was to use the same 
insulators as were then manufactured for telegraph and telephone 
service. 

The growth of the art has been rapid and year by year, during 
the last two decades, enormous strides have been made in the 
voltages used, the amount of power transmitted, the distances 
covered, etc. This has, likewise, required an accompanying 
advance in every detail pertaining thereto. 

During this time, it has become recognized that there are 
numerous things to be accomplished by the insulator beside that 
important feature of isolation of the conducting strand. The 
materials used must be strong n^echanicaliy, of minimum per- 
missible weight, etc. Glass had the dielectric strength required 
when it was in its solid form, but it needed to be toughened to 
meet other requirements. Porcelain has also been improved in 
quality and grade. Papers before the International Electrical 
Congress at St. Louis have shown the development to that time 
by a series of illustrations here reproduced. 

The telegraph line insulator appropriated by pioneers in power 
work is shown in Fig. 11. It was used in I8!X) for a 3,000-voIt 
line in a Colorado mining locality at an elevation of 12,0OU feet 
above sea level. Its success was marked. 

In 1891, the Franktort-Lauften experiments were made in 
Germany using a porcelain insulator with an inwanlly upturned 
3 33 
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Fiq. 19 



1 1.— Tplijtmph iiwiil 



„ -, jc inmiUtor, Fir.. 

,-.— MiMoiiri Bivcr Power Co. iiumlntor. Flo. I«.--Shi 
-<luiuiuiuau> insulutar. Fiti. JU,— flO.OOO-voU iiwubiioi 
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USE INSULATORS. 35 

l>ctticoat which formed a cup for oil. This was designed to 
I('s?*n the liability to disruption over the surface of the insulator 
due to leakage. This suggestion was taken up in this country 
aii<l elsewhere and further types tried. It has been found, 
however, that their use is not warranted and no dependence is 
now placed upon this type. Its failure la due, not to any fault 
in principle, but to a gradual accumulation of insects in the oil. 

Figure 12 illustrates a type of insulator used on pressures up to 
l(i,000 volts in 1897. 

Uue to failure of porcelain insulators it was determined to 
obviate the difficulty of porosity of the in.sulator body by making 
it in several pieces and glazing them together (Fig, 13), More- 
over, the pieces were built upon the potter's wheel instead of 
iH'iiig prC8.sod or molded. In this form the inner peticoat is 
long, as a protection to the pin. 

1898 saw the beginning of 40,000-volt transmission at Provo, 
I'lJih, with glass insulators shown in Fig, 14. 

In 1900, practice had reached 00,000 volts and the insulator 
used had become the mushroom type (Fig. 15). It consists of 
two pieces, a long petticoat covering the pin and a large flat top 
with guttered e<lge. The petticoat was made of glass and the 
Iiciid was of porcelain. They were fastened together by sulphur. 

The Niagara type (Fig. IC) is a conijtromise between the hori- 
zontal petticoat and the vertical petticoat. 

The Missouri River Power Company in 1901 installed a two- 
part insulator, shown in Fig. 17, consisting of an insulator proper 
with petticoats and a sleeve for pin protection, 

A three-piece .porcelain insulator shown in Fig. 18 was used at 
oO,(KH) volts in the 8hawinigan Falls installation. It will be 
ni>ted that the head of each piece is closed, thus adding to the 
dielectric strength in contra-distinction to Fig. 17. Here the 
piirt.-i are cemented together by Portland cement. 

A further growth of insulator is indicated in Fig. 19, a type 
used in Guanajuato, Mexico. The cut shows that a metal pin 
is used, being cemented in place. This type, as well as that 
shown in Fig. 20, is used at 60,000 volts. 

Beyond these sizes, pin-supported insulators become bulky and 
heavy. They are built, now-a-days, for use up to voltages as 
high as about 70,000. 
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Figure 21 shows one type rated at 70,000 volts. The diameter 
i8 18 inches; the height is 14 inches. It weighs about 45 pounds. 

There are, besides these general types, many' more or less 
special types designed to meet every requirement. 



—70,000- volt imub 



Flo. 22.— Foedor in 



When low-voltage feeders are to be supported, a large top 
groove ia neetled as ia shown in Fig. 22. The material of this 
particular insulator is glass, which, in fact, is generally used for 
such work. 



I. 23. — Telephone ti 




■\Vhilc heavy work requires thnt the conductor whail lie in a 
top groove central to the insulator body, lighter or special work 
frequently is best handled by side grooves. This is necessary, 
for example, in telephone transpjisition. Either glass or porce- 
lain may be used and Fig. 23 is typical of the forms employed. 
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Dead-ending the line is accompltBhed by strain insulators 
which are supported above and below by cross aims. Here it 
ia necessary that the pin shall pass upward through the top of 
the insulator, which may be of one piece or two pieces as is re- 
quired by its size. Figure 24 gives dimensions of a two-piece por- 
celain strain pin insulator intended for use on 35,000- volt circuits, 
hence it will accomodate only a comparatively small conductor. 
It weighs about IG pounds. This type is used also for dead- 
ending heavy conductor cables either directly or by the inter- 
position of stranded steel wire cables or metal straps, in which 
case larger grooves are needed. 



Fia. 26. — Liak type strain inaulaUr, 

More recently, there have been installed several variations of 
the type known as the Idnk insvlator. It is a form in which 
several units may be used, being held together by cast links or 
flexible material, as cable, etc. Each unit has two openings for 
these successive links to enter, so formed that the ends of the 
cable thread through each other but are separated by solid 
material. Figures 25 and 26 will show their construction quite 
fully. They are 7.25 inches to 10 inches in diameter and are 
rated at from 11,000 volts to 25,000 volts per unit. They are 
made in both the strain type and the suspension type. Figures 
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Flo, 28.— Link ij 




!7. — Ceoeral Electrif, 'ITioinEfl, Locke, end Lima suspemion in 
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2'} and 2C show the strain type for use in horizuiital position as 
iiiilicated in the illustration, and Kig, 27 illust rates, in succession, 
the General Electrie, Thomas, Locke, and Lima suspension insu- 



Fio. SS.— Link t/pe suBpeiuion insulator. 



Flo. 29. — Link type slrnin in 



latora. Figure 28 shows a lowt-r voltage suspension type, 
weighing 4.25 pounds, made by the Ohio Brass Co. It will l>e 
noted that they are all .to flanged that there are no cups for 
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retaining moisture. Figure 29 shows the strain typo in position. 
So successful is this type that it is taking the place of the 
old pin type in all high-voltage work now being installed. It 
has been installed and is in successful operation upon a ! 10,000- 
volt transmission line of the Grand Rapids and Muskegon Power 
Company, and other lines. 

Mr. H. W. Buck states that the advantages of this link type 
of insulator are: 

1. It is cheap and easy to manufacture and will replace large, 
heavy, expensive insulators. 

2. The pin is eliminated on a cross arm, doing away with the 
consequent spvere torsional strains. 

3. The insulation may be increased very easily. 

4. The strain type allows no accumulation of dirt. 

5. A standard type may be adopted, varying the number of 
units for different voltages. 

6. Destruction of one unit does not destroy the insulator and 
the unit is easily replaced. 

7. A lightning discharge is more likely to strike the tower than 
the line, the fornjer being the higher. 

8. The flexibility at the point of support lessens the danger of 
breaking at the tower. 

The enumeration of the preceding features of common practice 
indicate that there are many things demanded of the insulator. 

1. High dielectric strength requires that material selecteil 
shall be homogeneous. 

2. Mechanical strength is attained by toughness of material 
as well as quantity used and proportion of parts. 

3. The shortest path from tie wire to pin or cross arm must 
give sufficient length to prevent amng. 

4. The surface path from tie wire to pin must be long enough 
to prevent surface leakage. 

5. The material must be non-hygroscopic, non-absorbent, and 
durable. 

G. .\s far as possible the surface should be protected from 
rainfall, fog, dust, salt, etc, 

7. The charging current must be small. 

8. The heating due to charging and leakage currents must be 
small. 
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9. Strains must be carried centrally, without shearing stresses. 

MaterKlB Used. — In order to aeeompliah these results the' 
material must be of high-grade glass or porcelain. Glass is 
hanllyever used for work above 25,000 volts. It has a very high 
dielectric strength, the potash glasses being better in this respect 
than the soda glasses. It is more hygroscopic than porcelain, 
however. The specific inductive capacity varies from 2.8 to 
9.9. When once softened by heat of an arting discharge the 
dielectric strength falls off remarkably and at high temperatures 
it may be considered as a conductor. Nevertheless, sui?n an 
accidental occurrence is highly improbable except under 
most extraordinary circumstances, including both large current 
and high voltage, a condition where other consideration a would 
probably have already restricted the choice of insulators to 
porcelain. 

Pieces made of glass are easily inspected for cracks, bubbles 
or other imperfections, as they are always made transparent. 
This also makes all recesses light and insects are not harbored. 
This is especially commendable for use in small insulators where 
porcelain would give dark corners. It may be toughened by 
annealing. One very serious fault of glass is its brittleness. 
This has not been overcome and any slight blow or sudden strain 
is liable to abruptly terminate its usefulness. The surface is 
also roughened by exposure, thus aiding in the collection of dirt. 

Porcelain is probably the only practical material for line 
insulators, which in some form or other can be relied upon for all 
voltages and currents now used or contemplated. There arc 
several kinds of porcelain manufactured, not all of them being 
useful to the engineer. 

The China porcelain is a mixture of kaolin with a natural 
glass. French porcelain contains an artificial glass. There is 
more of the glass present in the French mixture. This glass 
serves the purpose of fusing and filling all the openings that 
would otherwise exist between the fine particles of the clay. 
The porcelain becomes, then, non-porous. 

It will readily be understood that the more glass there is in 
the mixture, the more fragile is the product. AVhen, however, 
the proportion of glass has become great enough to fill all the 
interstices, its purpose is accomplished, so far as insulators are 
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fonceriietl, Gi-ontcr ponicntagcH <»f ftlass will add to the frailty 
of the finished piece and also make the insulator more fusible. 

The successful manufacture of the porcelain which has just 
enough glass (called "hard paste" in contradistinction to the 
"soft paste" or French product) is a rather delicate matter. 
It means that the molded piece before being heated to the fusing 
point of the glass must have no cracks or cavities, for they cannot 
fuse shut, as is possible in the soft paste mixture. The fusing 
point is higher than it is for soft paste. So that, all told, the 
materials used are more expensive and the whole process is 
more difficult and more refined. Unfortunately, as it is a hard 
matter ti, distinguish between the different grades of the finisheil 
product, the natural tendency is to lessen the cost by introducing 
a little more of the glass than is actually required. 

In fusing, the body of the piece shrinks about 15 per cent, due 
to the driving out of the moisture. This shrinkage may cause 
stresses in portions of different thicknesses as it does in glass. 
Faults of this kind may appear during the firing or even durin{> 
the molding, especially if the latter is done by compression. 
Large pieces are generally formed by hand in a mold upon a 
potter's wheel. This is easily accomplished, as the inner cavities 
are generally large enough for easy manipulation. . Of course, 
this adds very materially to the expense. 

Beside the fusing of the mass into a solid homogeneous body, 
differentiating the product from porous pKittery, the surface 
of the insulator must be glazed to make it smooth and non- 
hygroscopic. This glaze must not crack with changes of temper- 
ature or roughen upon exposure to weather. The glazing 
permits addition of coloring matter to render the insulator less 
conspicuous, an object well worth attention, as a large white 
insulator is a very attractive mark for the rifles of reckless or 
thoughtless hunters. Brown is a popular choice, though gray, 
slate, green-slate, or yellow are perhaps less prominent, but lack 
uniformity of coloring. 

C'olorc<l glazes are more easily regulated if the "soft fire" 
glazes are permitted. They are not satisfactory from the 
engineer's standpoint as, l>eing a lead glass, thoy are more fusible 
and less durable than the "hard fire" glazes. 

The lines shown in Fig. 30 indicate what is meant by the 
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"striking distam-e," or "rupture distiince," and the "leakage 
distniu-e." The sum of the lines A, B, C, will l»o the striking 
distance in wet weather, but indry weather with a clean insulator 
top, this distance will be increased by the length of the path from 
the tie wire to the edge of the upper umbrella shell. If the 
vortical distance between the conductor and the edge of the 
iinihrolla is less than the distance from tie wire to umbrella edge, 
the former should be used instead of the latter. 




The proper doRign of the insulator takes cognizance of the 
spacing of the petticoats for small capacity effects as well as the 
proiKT angles for their projection in order to protect the lower 
ones from rainfall, etc. 

I>iie to shearing stress upon the insulator itself and also the 
increased torsional strain upon the pin and cross arm resulting 
therefrom, no large insulator should have a top groove located 
other than centrally. The use of side grooves or displaced top 
gniovcs is not customary for such service (except, of course, upon 
cur\'ea). 

The usual practice in insulating conductors where they enter 
buildings will be discussed at a later point. The insulators used 
for this purpose, however, vary widely. They are tubular, of 
diameters varying from loosely fitting coverings to 20 inches or 
more. They are use<l singly or cemented together in "nests" in 
iinler to increase the leakage path. Corrugated surfaces furnish 
the same feature. They are never designed to take the strain or 
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pull of the conductor, but are looked upon merely as a slioath 

or sleeve for insulating purposes. 

In a way, the passing of a cable through an inner wall or a 

floor may be treated about the same as through an outer wall, 
except that weather conditions do not limit 
the size of the opening permitted. For low 
voltages, tubes may be had specially de- 
signed for floor use. 

Insulating bushings used in entering 
transformer tanks, etc., are especially in 
the care of the manufacturer of such ap- 
paratus. However, it is sometimes neces- 
sary for the transmission or construction 
engineer to utilize similar products. Late 
forms proposed include the use of the so- 
called coiideiiaer type of bushing. It is 
built up of sifrcessive layers of insulating 
material, as varnished cambric, etc., at 
intervals in its construction single thin 
layers of conducting material being in- 
serted, as tin foil. The attempt is made 
thus to change the potential gradient 
through the bushing as has been already 
discussed in connection with the insulation 
of cables. 

Another form is a built-up hollow com- 
position cylinder with caps at each end. 
The barrel surface of the cylinder is flanged 
with varnished annular rings of sufficient 
depth to give long leakage path from the 
central point of support to the end cap. 
The conductor is a henw rod tying the 

Fig. 31.— HiahlfnsioiKril , . ,i i '. ■ i l 

filial UubI I lag. two caps together under tension and the 

cylinder is filled with insulating oil, circu- 
lating through concentric cylindoi-s of preaaboard (Fig. 31). 
TheHO bushings have been built to stand test voltages of over 
300,000 volts. This type is also proposed for wall outlets. 

Testing of Insulators. — In order to test the dielectric strength 
of an insulator it should be inverted and set deep enough into 
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salt water to cover well the head to the point occupied by the 
tie wire. Salt water is then to be poured into the pin hole. 
Terminals of a high potential circuit should constitute the 
grounded metal containing dish of the water into which the head 
is plunged and a metal rod inserted in the water in the pin hole. 
The testing voltage should be maintained from 1 minute to 
several minutes depending upon its relation to working voltage. 
The ratio between testing potential and normal potential varies 
from about 5 for low voltages down to 2 for very high voltages. 
This latter is a low factor of safety, but probably the insulator 
is required to run at a. condition nearer its test value than any 
other part of the system. This is to be deplored, but probably 
with the pin type of insulator it is unavoidable. 

If the insulator is of more than one piece it is advisable to 
similarly test each portion separately at a voltage proportional 
to the estimated line voltage for that part. Then the insulator 
should be assembled and the whole tested as above. This assures 
good reliable parts as well as a satisfactory unit. Every porce- 
lain insulator should be given complete tests. Glass can receive 
a fairly close inspection for flaws and dimensions (thickness 
especially to be noted), and hence it is permissible to test a 
representative lot from a shipment and depend upon inspection 
of the remainder. 

Strain insulators used for dead-ending are preferably tested by 
inserting a metal rod or tube in the assembled unit and resting the 
whole upon a metal plate to represent the wet cross arm. Then 
the testing voltage is applied to the rod and to the cable groove. 

Wall insulators, bushings, etc., are similarly treated by putting 
a metal band around the outer periphery but omitting the metal 
plate. 

These tests will probably also indicate whether or not there is 
much surface leakage, by visible discharge or by heating. 

For testing rupture voltage, the insulator should be mounted 
upon a pin and support a conductor. Then voltage will l)e 
applied between these two in proportion to line-to-neutral volt ago. 
It is also advisable to try two such upon one arm and put a 
correspondingly larger voltage across them. This will approxi- 
mate the conditions met with in practice. Such tests need be 
made only upon a portion of those purchased. 
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Weather tests are indefinite in results. Certain things can be 
accomplished quite satiafactorily, but other requirements are in 
no wise met by laboratory tests. The precipitation test is 
recommendotl. The Locke Insulator Co. performs this test in a 
darkened room where discharge is more quickly discemible. 
Nozzles throwing a fine spray are allowed to play upon the 
insulator which is mounted by a metal pin upon a regular cross 
arm. About a 45-^10^-60 angle is maintained. High voltage is 
applied between the grounded crose arm and a conductor carried 
in the top groove. The voltage is raised slowly till arcing 
occurs. This is considered as a rough determination of the 
integrity of the insulator under any condition of precipitation. 
The conditions used are: 

Precipitation 1 inch in 5 minutes. 

Angle of precipitation. . 45 degrees. 

Water pressure 40 pounds per square inch. 

Distance of nozzle from 

insulator 30 inches. 

Pin lung enough to give rise to discharge to pin rather 

than arm, 
InsidatorK should not bo cold enough to condense 

moisture. 

Wiien the spray is a11owe<I to strike up under the petticoats, 
results obtained uie much lower. Thus far, storm tests are very 
satisfactory, but there are other conditions not attainable, Such 
influences as dust storms, fogs, salt storms of the coasts, etc., are 
wholly problematical except that they are well recognized 
sources of trouble. It is necessary, therefore, in selecting insula- 
tors for a certain line, to know the locality and its climatic 
features as well as the voltase to be used. 

There is no satisfactory method of testing an insulator for its 
mechanical or crushing strength. The irregularity of its outline 
is such that strains are not uniform and results obtained by 
attomptedly similar loa<lings would vary widely. Comparative 
dimensions are noted and this is allowed to take the place of 
strength tests. 
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CHAPTER III. 
POLES AND TOWERS. 

The supporting of the conductors of a tranamission line in a 
mechanical proposition of prime importance aa well as being of 
no mean proportions. It demands close attention to every detail 
of construction, etc., in order that it may be successfully accom- 
plished at an economical figure. 

Aa regards the poles to be used, by far the greatest part of all 
transmission lines are supported upon wooden poles. Telephone 
and telegraph pwles are invariably wooden and they constitute 
a total scores of times the number used in power transmission. 
Iron is a standard material for poles, also, being used in various 
forms. Concrete poles are not uncommon and have certain 
comniondable features. When the construction becomes very 
heavy the wooden poles may be grouped or they may give place 
to the steel tower, patterned after a windmill tower in many 
respects. There are no other suitable materials for this work. 

The wood used for poles depends upon the locality, which 
greatly influences relative costs. There are serious difTerences 
in their characteristics, however, and the use of a pine pole in 
a certain locality does not indicate that it is the most satisfactory 
material to be had from the standpoint of durability and strength. 
It does mean that it ia enough cheaper than the best woods so 
that its use is warranted. Probably the greatest use is made of 
cedar and chestnut. In fact, of the 3,750,000 poles purchased 
in 1909 for telegraph, telephone, and power service, 05 per cent- 
were cedar, 16 per cent, were chestnut and U.3 per cent, were 
oak. The percentage of chestnut decreased from 28 per cent. 
of the total number used in 1906. Pines, long leaf, short leaf and 
loblolly, cypress, catalpa, juniper, tamarack, spi-uce, etc., are 
tommon. Home redwood is used upon the Pacific coast. 

Durability, or life of a pole, depends upon various things 
beside the tree species used. A sawed pole is shorter of life than 
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is a pole in its natural state stripped of bark. The capillary 
cavities are not opened to absorption of moisture in the latter 
case to the extent that they are in the former. Old timber is 
more generally apt to decay than is young timber which contains 
more sap wood. In the pines, the slow-growing trees are gener- 
ally more durable than the rapidly growing individuals. In fact, 
those grown in forests in poor soil at high altitude or upon hill 
tops are generally more dense in wood, are straighter of body, and 
have a greater taper. 

The summer wood (that which grows in summer) is that 
strong and lasting part of a tree trunk indicated by the dark 
rings. The more of this a hard wood contains, the better it is. 
Hence it should be of rapid summer growth. 

Cedar and chestnut and the pines are apt to give good looking 
poles. Some others (as catalpa) naturally branch to such an 
extent that they give crooked and knotty poles. 

The cost of poles, their maintenance in proper condition, etc., 
is a large item of expense. It is constantly becoming greater 
as the timber supply decreases. It is, therefore, more and more 
important every day to lessen the rapidity of deterioration of 
this element of the transiiii.ssion line. 

The life of a pole is determined by the rapidity with which 
"rot" attacks it and the weakest point in warding off this 
destroyer is at the gi'ound line. The effect is well indicated by 
Fig. 32. The development of bacteria and fungi from their 
spores is the cause of the destruction of the wood. These spores 
are not always deposited in the tree after its felling, but are 
frequently already at work in the heartwood of the growing tree. 
For the growth of these destroyers there are required heat, air, 
and moisture. This shows why the pole is most easily attacked 
as shown in the figure. It also indicates the method to be used 
in avoiding the attack, for if any one of these requirements is 
absent, the mere presence of the woody food is no inducement. 

The siniplowt method of preventing decay and one always 
practised is the sea.soning of the wood. This is done by stripping 
it of its bark and allowing it to dry in a protect«d place. The 
snpwood contains more moisture than the heartwood and also 
dries faster, due partly to the presence of gums in the latter. 
Thorough wciisoniug retiuircs from three to twelve months or 
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more depending upon the size of the timber, the season of its 
cutting, the climate, etc. It must be piled so as to admit of free 
circulation of air between logs. 

Winter cutting of poles has been the established custom 
because of the fact that logs may be handled more cheaply in 
that seaaon. From the standpoint of seasoning, winter is a 
little better season than spring for felling. The wood seasonM 
more regularly and more slowly, hence with less checking. 



Flo. 32.— Chatnul pole 6 yeora service. 

Spring-felled timber is lighter than winter-felled, but the latter 
by longer seasoning will be reduced to practically the same 
weight as the former. In handling these poles, they may l)e 
seriously injured by dragging for long distances. The attendant 
abrasion of the pole surface opens the wood for later absorption 
of moisture and destroying agencies. 

Seasoning under running water seemingly does not partake of 
the nature of air seasoning. The action is that of solution and 
washing away of the organic substances supplying food to the 
fungi. A subsequent air drying will finish this process, which 
is much shorter than the ordinary one and very effective. 

Dry, well-seasoned wood has about twice the strength of 
green, wet timber. 
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Preservatives. — The presence of a fungicide in the wood will 
effectively increase the life of the timber. The spores must 
enter the wood. They are not inherently found there. Conse- 
quently if the entire surface is protected the pole is immune from 
outside attacks. The weaknesses of this superficial method are 
several. The spores may have entered the growing tree and 
begun to develop in the heartwood before it was cut. The 
surface of the pole may be injured by pole climbers, etc. and 
then the protecting shell is opened. The result is that this 
method is generally without much effect. 

The deeper the preservative enters the more good it will do. 
The methods employed for impregnating the poles depend upon 
the chemical used. Creosote, zinc chlorid, bichlorid of mercury, 
an<I copper sulphate are used in the United States. The first 
two of these are the most common. Creosote is a distillate from 
the tarry by-product of gas plants and coke ovens. It is very 
complex, chemically. It is often referred to as the dead oil of 
coal tar. Poles treated with it are hard to handle and repulsive 
and must be protected when used in streets or other public places. 
Zinc chlorid is. of course, a simple compound. It is used in a 
dilute form. 

The Bethell process with creosote and the Burnettizing proc- 
ess with zinc chlorid are one and the same in principle. It U 
a pressure process. The timber is drawn from trucks into large 
cylinders. These are sealed and live steam is admitted until a 
pressure of about 20 pounds is reachetl. This is maintained for 
several hours, i. e., until it haa penetrated the wood to a proper 
depth. Pressure is then removed and vacuum pumps are used to 
exhaust the air from the wood. After several hours the creosote 
or zinc chlorid is pumpe<l into the cylinders and pressure again 
applied. If penetration is complete in a well-seasoned pole the 
amount of creosote used varies from 20 to 25 pounds per cubic 
foot of wood. Zinc chlorid requires 20 to 35 pounds. 

There is also the open tank method of treatment. This con- 
sists .-jimpiy of immpi-sing the seasoned polos in an open tank of 
hot preservative. Twenty-four hours in such a tank will give a 
prnetrntion of 4 or 5 inches in soa-soned loblolly pine. Heart- 
wood is loss easy to penetrate. Seasoning makes a great deal of 
dillerence in this process as may l>e seen by referring to Fig. 'S'i. 
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Thi' cost of thiji method of treiitnient is about 1 1 iicnts per cubic 
flint. Cbeslnut polos absorb only from 18 to 27 pouiuls per polo 
ivith penetration of 1 inch or less at a cost of leas than 70 cents per 
pole. 

The brush method is, as its name implies, simply the process 
■if painting the pole thickly with hot preservative. This is not 



ditully pine. 

CLL-^ily done in winter. From one to three coats arc applied. 
S|H'ciaI attention is usually paid to that portion of the pole which 
will Ije at the surface of the ground, namely, about 3 to 8 feet 
from the butt. A penetration of a quarter of an inch may be 
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n-ached in chestnut and cedar. This is accomplished with 
crecisote at an average cost of about 3U cents per pole. 

Figure :i4 .shows the approximate increase in life necessary to 
pay for the treatment of poles by dilTerent methods as practised 
by the United States Department of Agriculture. In the case of 
pressure treatment with creosote the estimate of increase of life 
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is 150 per cent, as compared with a necessary 55 per cent., all 
above which is pure gain. The open tank treatment will cer- 
tainly increase the life of the pole at least 100 per cent, as com- 
pared to the 41 per cent, needed. The brush process will give 
25 per cent, aa against a 6 per cent, added expense. These 
estimates of increase in service life are, of course, not citations 
of actual cases because the matter has not been studied in this 
country for a sufficiently long time to give recorded results. 
There are cases, however, of poles in service 20 to 30 years or 
more and still showing no indications of weakness. 

A still farther saving could be made by a process to thoroughly 
treat the butts only, as in many localities this is all that ia needed. 

Probably one of the most important features of the growth of 
the custom of treatment is that it will allow the economical use 
of cheap but inferior woods, trees not now used because of their 
very quick decay. 

It has recently been found that a live tree may be made to fill 
its own body with certain preservatives. This process has not 
been studied sufficiently to become of commercial importance, 
although it may later affect the cost of the operation. 

Of the other preservatives mentioned, HgCl, is used in the 
"kyanizing" process, steeping the polo in a weak solution. Its 
use is rather restricted. The CuSOj is hardly ever used any 
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Sweep 



Fio. 35, — MsHurement of pole sweep. 

In none of the processes should very high temperatures be 
used as this will injure the timber. Charring the butts of 
untreated poles is effective to a fair degree. 

Specifications for poles should cover the sizes, lengths, top 
diameter, butt diameter, straightness, defects, etc. The Table 
XVI shows good values of dimensions from which approximate 
figures may i)e .selected. 

It is usually stated that all poles arc to be cut from live timber, 
are to be peeled, trimmed, and squared at each end. A 1-inch 
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sweep per 5 feet is the maximum allowed. Sweep is defined as 
the displacement of a pole surface from a straight cord stretched 
from the pole top to the pole base. In making this test that 
part of the pole to be set in earth ia not considered. (Figure 35 
will illustrate this process.) This deflection is to be in one 
direction only, i. e., no double crooks are allowed. Butt rot 
exceeding 10 per cent, of butt area is a defect as it is assumed that 
this will extend into the body far enough to weaken it. Sound 
knots are not considered as defects. Wind twist is not necea- 
earily a defect. These specifications apply to the poles as 
purchased in large quantities, and do not indicate complete 
specifications for poles ready to set. The latter must be prepared 
for cross-arms, pointed at the top, or "roofed" as it is called, etc. 



Table ZVL — Pole Dimentions. 
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Cross-arms for wooden polos are also oE wood. Yellow pine, 
Oregon fir, cyprcHS, codar, etc., are UMcd. It is necessary thai 
they shall lie absolutely sound, straight grainetl, free from knots, 
and thoroughly seasoned. Three and a quarter by four and a 
quarter inches is considered good practice for the sectional 
dimensions of arms for ordinary light work. Many lines for ven' 
light work, where few telephone or telegraph lines arc strung, arc 
fitted with lighter arms than the above. The lengths are always 
dependent upon the number of pins to be borne or the voltage 
of power lines. Necessarily, as lengths increase so also must 
cross-section, partly due to increased strains and partly due tn 
increased size of holes for the pins. Standards have not l)een 
established but heavy lines use such sections as 4 x 5 inche.*, 
5x6 inches, C x 7 inches, and intervening values. For tables of 
sizes, etc., see Chapter IV. 

The upper edges of the arm should be beveled. This leavw 
less flat top for retention of moLsture, still leaving a flat seat 
for the pin. The rounded top is not advised because the shouliirr 
of the pin finds no even bearing surface. 

Cross-arms have a shorter life than do poles. They are always 
sawed and thi.s leaves open grain for the absorption of moisture. 
The position and shape of the arm is not one conducive to 
rapid drainage of rain from the surface. It is small in section 
compared to the pole and hence presents a greater percentage 
of .surface for deterioration. These reasons for decay necessitate 
especial care in selection of cross-arms as above noted. 

They should be at least painted, though it is preferable to 
have them treated with some preservative. This may lje similar 
to that used with poles or if may be linseed oil in which the 
previously well-seasoned arm is boiled until thoroughly impreg- 
nated. Special attention should be paid to the preliminary 
Hcasoning whatever the sub.sequent treatment. It is well, if 
posiiible, to keep cros,s-arms upon hand for several months after 
delivery, stored in a dry, well-protected place. In case this can 
be done they may be ordered unpainted as follows: 

"Cros.s-arm3 shall be cut from sound, well -seasoned, straight 
and close-grained timber, planed upon all sides, beveled and boreil 
a.s required. They shall be free from sap, knots, splits, and 
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olher defects, and shall be deii%'ered uiipainted. {Dimenaions 
uiid kind of wood also inserted.)" 

I^ns. — When the insulators are mounted upon pins, the latter 
may be of wood or metal. Wood ia used for all telephone and 
telegraph lines and for low-voltage circuits. Medium and hifth- 
voltage power lines are better suited by metal pins. 

Wooden pins are of locust, oak, eucalyptus, or hickory. The 
p-ain must be straight and fine and without knots. They are 
made with a shank which fits into a hole bored into the arm and a 
shoulder which rests upon the top of the arm. From the 
shoulder upward they may decrease in size until of sufficient 
height for the insulator to be used and then are straight topped 
with coarse threads. They may be secured plain, painted, or 
paraffine<l. 

While no standards are established, Mr. Ralph D. Mershon 
has proposed that such steps may be taken and suggests the 
following specifications in a paper before A. I. E. E., Vol. XXI. 
"Threaded Eitd. — It is propcsed to make the diameter of the 
small end of the pin 1 inch; the length of the threaded portion 
2.5 inches; and the diameter at the lower end of the threaded 
portion 1 , 25 inches, so that the threaded portion will taper from 
1.25 inches to 1 inch in a length of 2.5 inches. The threaded 
portion of the insulator should have the same dimensions and 
taper as that of the pin. 

"Shoulder. — It is proposc<l to make the shoulder 3/lC inch on 
all pins. That is, the diameter of the pin just above the cross- 
arm will be 3/8 inch greater than the nominal diameter of that 
portion of the pin in the cross-arm; it is proposed to carry 
this diameter 1/4 inch above the cross-arm before tapering 
the pin. 

"Dimensions in Cross-arm. — It is proposed to make the 
dimoMions of that portion of the pin in the cross-arm just below 
the shoulder 1 /32 inch less than the diameter of the hole in the 
"OSS-arm and at the lower end of the pin 1 / IG inch less than the 
diameter of the hole in the cross-arm. It is proposed, also, to 
designate this portion of the pin as having a nominal diameter 
equal to that of the hole in the cross-arm into which the pin fits. 
Therefore, that portion of a pin which is to fit a 1 1 !'2 inch hole 
10 a cross-arm will have a nominal diameter of 1 1/2 inch, but 
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will have lUi at-tual diameter just below the shoulder of 1 15/32 
inches, and at the lower end of the pin of 1 7/ 16 inches, 

" Thread. — It is proposed to use on all pins a thread having a 
pitch of 1/4 inch or 4 threads to the inch. * * * The angle 
between the faces of the thread is 90 degrees and the top of the 
thread is flattened by cutting off, from the form the thrca<l 
would have if not flattened, one-fourth its unfiattenetl depth. 
The form of the thread in the insulator should be the same 
as that on the pin. If this is done it will insure the bearing 
surface's being always on the sides of the threads and never on 
the edges. 

"Designation. — It ia proposed to designate that portion of the 
pin above the cross-arm as the "stem" of the pin; that portion 
in the cross-arm as the "shank" of the pin. It is proposed to 
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designate a pin by the length of its stem, i. e., a pin whose stem 
is 5 inches long will be designated aa a "5 "-inch pin, one 6 inches 
long as a "0"-inch pin, etc." 

Wooden pins with center bolts for fastening are of frequent 
use. They are better described as metal pins with wooden tops, 
as the steel bolt furnishes the strength of the pin, the wooden top 
serving in mounting the insulator. The metal parts are prefer- 
ably galvanized and the pin paraffined. These steel pins may 
be furnished with porcelain base instead of the wood. They are 
more durable when thus assembled and increase the insulating 
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value of the Bupport by lengthening the rupture path to the wet 
wood, (See Figs. 36 and 37.) One advantasc that these pins 
have over the plain wooden pins ia that they do not need so 
large a hole in the cross-arm and therefore do not weaken it ao 
much. Metal pins are of various shapes. They may be of 
gulvanize<i iron or steel, either one piece or a base separable from 
the ehank bolt. 

Economy requires that when an insulator ia broken the pin 
may be used again. This is accomplished by providing a separ- 
able top to the pin or by supplying the insulator with a thiiu'i'e 

Fro. 38, Flo. 30. Fla. «0. Flo. 41. Flo. 42. 

Onf-piee« metal Separable top One-piece pipe Sepsnbia top Ridge iran 

pole top pia. metal croao-ann pin. pole top pin. pipe craeB-enn pin, end pin, 

fitting the metal pin. Frequently, however, the insulators are 
cemented directly in place upon solid pins. In the latter ca.se, 
the fastening cannot be done at the factory but must be done out 
on the line. Various pins are illustrated in Figs. 38 to 41. 
Figure 42 shows a special pin mounted upon a ridge-iron. It may 
bo used on a pole top. 

One further type of pin is required for regular work — that used 
«ith the strain insulator for dead-ending a line, etc. As this pin 
if supported at both ends (i. e., it goes through the insulator and 
extends into the cross-arm above and cross-arm below), it ia 
made of split hickory, paraffined, wrought iron pipe, or cold 
riiiled steel according to the demand made upon it. It varies in 
length from 15 to 25 inches and in diameter fro'm 1 1/2 to 2 
inches. When metal is used a flexible fiber sleeve is placed 
Ix'tween the metal and the porcelain. 
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Concrete Poles. — The fact that reinforced concrete is Ixttli 
strong and durikble has led to its use in a rather limited way in 
the construction of polea. Of its decided advantages we note 




Fig, 44.— Steel Inltice pole. Nev York Centnl and Hudaon Bivcr RaDnad. 

that it may he made directly upon the ground. It may be 
designed for its particular position in the line and may be long, 
short, or even approximate a pier, as upon a river brink, etc. 
Instead of deteriorating with age, it will become stronger. It 
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is, however, an expensive t-onstructioa coriipnrcd tu wooden 
poles but is, perhiips, loss expensive than steel polcrf. 

Under a continued strain in one direction these poles are apt 
TO take on a permanent set. 

The Lincoln Electric Light and Power Company on the Welland 
Cinal have used surh construction for two poles reaching the 




hcifrht of 150 feet. They measure 31 x 31 inchen at the base and 
11 X 11 inches at the top. Thoy are set IG feet in special con- 
crete bases in earth. The reinforcement used is a set of steel 
rotls. The mixture used for their construction was 1:2:4 
(eement, sand, broken stone). 

The weights of such poles are excessive, being some 5 tons for a 
50-foot pole. Such weights can be handled only by derricks. 

Iron poles. — When it is desired to use a more solid consti-uction 
or a more ornamental one, the use of iron polos may be conaitlered. 



CO 
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Theae are to be found in a great variety of forms. One consifits 
of a pole built up of successive lengths of iron pipe shrunk upon 
each other. This gives a round pole with diameters decreasing 
toward the top in steps of about 1 inch. There are generally 
three or four sizes of pipe used in one pole, with 6- to 10-inch 
base. The lowest section ia the longest one, as some 5 or 6 feet 




of it will be set below ground. A special top is provided to 
complete the design from an ornamental standpoint and at the 
same time close the pole to avoid internal rusting. Special rings 
or collars at each joint also add to the decorative effects and 
serve to protect them. Inapectoi-a should note before purchasing 
that joints are solid and present sufficient binding surface. 
These poles are generally used in shorter lengths only, such aa 
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for railway work, etc. If cross-arms are used, they are of the 
same material and are bracketed with ornamental scrolls. 

Another form of built-up pole is the tubular pole consisting of 
two sheet-steel hollow columns, each of semicircular eroas-seetion 
placed face to face with an intervening web and riveted together. 
The flanges for riveting, etc., are shown in the sectional view of 
Fig. 43. Latticed poles make a good design, neat in appearance, 
and ahould be serviceable. They have been adopted by the New 



Fia. 47. — Grand Kspida aod Miwkegon tliree-lcggcd Wiwor. 

York Central and Hudson River Railroad in their electric zone 
in New York City. Such a pole is illustrated in Fig. 44, taken 
from a paper in the Trans. A. I. E. E., 1907, by V. J. Sprague. 

Steel Towers, — Much of the heavy power transmission of to-day 
requires special and exceedingly sturdy construction. The poles 
heretofore di.stHsscd are not of sufficient niggcdness to cope with 
the strains. Even when wooden poles are grouped, they fall 
short of the demands often made upon them. A corresponding 
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enlargement upon the idea of the steel poles leads to the tower 
construction. This may be of any degree of niasaiveuess, from 
that which easily might be replaced by a wooden tower to tho^o 
of extreme weight, height, and strength required for spans I 2 
mile long. They may be designed for one circuit or for more. 



Flo. 4S.— ijJuthorD Power Co. double tetmoior toiren. 

The simplest form is the natural outgrowth of the latticed 
pole, above referred to. It is the windmill tower type, b built of 
structural steel, and has four legs interbraced and fastened 
together at the top. The spread of the legs is approximately 
one quarter the height of the tower. Any horizontal seetion is 
a s<iuarc. The polo is designed for one circuit. A simple 
divergence from this construction will permit the support of two 
circuits. It consists in bringing the legs, not to a point but to a 
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Fia. 19.— Double circuit, Millilieu Tower Line, Unut Wcdtcni Power Go. 
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ridge whtre the ridge pole is the cross-arm for the lower insulators 
and the posts are extended to two points for the upper insulators. 
These two types are shown in Figs. 45 and 46, respectively. 

The three-legged type of tower shown in Fig. 47 is built by the 
Aermotor Company, having originally been developed for wind- 
mill towers. This particular illustration is of the U0,0OO-voh 
line of the Grand Rapids and Muskegon Power Company in 
Michigan. Suspension insulators are used, although, as far as 



FiQ. 50.— Hydoj^lectric Power Co., Ontario. 

the tower is concerned, the pin type of insulators is equally 
usable. Figure 48 shows the combination of two such aermotor 
towel's for a two-circuit line. The union gives a four-footed 
tower. The pin insulator is used in this case, which shows the 
line of the Southern Power Company, transmitting at GO,000 
volts. 

The Milliken tower (Fig. 49) is one very frequently seen also. 
With it, the equilateral arrangement of conductors is abandoned 
and a vertical plane adopted instead. Two circuits are carried 
and the whole is capped by a ground wire at the peak of the 
tower. 
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One of the recent lines built to retain the equilateral spacinK 
(if wires is that of the Hydro-electric Power Commiasion of 
Ontario. A four-footed tower is used (Fig. .50} with two steel 
I- loss-arms. 



Flo. 51,— Rothcster and Mudua Kuy. A-ljpt flt^xiiiU; lower. 

Among the most recent developments of steel towers are the 
lii\ihle towers. These are built with two legs, set crosswise of 
till' direction of the line, allowing some yielding along the line. 
It may be either the A-type or the H-type (Figs. 51 and 52). 
^Vhen suspension in.sulntors arc used with this tower it hecomes 
almost necessary to use a sliding sleeve clamp upon the conductor. 
5 
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This is to avoid the pull of the conductors upon the towers them- 
selvea. With pin insulators this would also be preferable, espe- 
cially for spans of any considerable length. Without such pre- 
cautions, the breaking of the conductors at any point wouM 
cause an unbalancing of strain and might pull down tower 
after tower in each (lirection from the break. When the open 



Flc. 52.— Uencrnl Eloctric eijiorimcnUil circuit, H-typc flexible lower. 

Hiceve support in used, the comluctor merely slides through tho 
flanip and spans sag more and more till the pull is relieved. 

Figure 5.3 .shows an exceptionally large and heavy tower coii- 
structcd at the bank of the San Joaquin River upon the line of 
the Givat Western Power Company. The river span is about 
30()0 fot't in length and demands very sturdy towers of consider- 
ahle altitude. Kuch towers as these are always special and 
should be built for the individual settings and loads they are to 
receive. 
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tin. 53.— Tower of Gtcal Waitem Power Co.. 
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CHAPTER IV. 
AERIAL LINE CONSTRUCTION. 

Right of Way.— It is neither necessary nor customary for a 
company to purchaae a right of way except for special reasons. 
The transmission line will be constructed without actually 
occupying a great deal of room or greatly restricting tlie uw; 
of the land for some other purposes. Trees, shrubbery, ptr. 
must be kept cleaied away and at least a passable path provided 
for the line inspector or patrolman. 

When the region is wooded, a definite width is thus cleared. 
This width depends upon two things, the height of the trees and 
the height of the pole line or lines. Storms will often throw 
down dead trees or uproot live ones which, in falling, may strike 
their tops into the live wires or even crush down a pole. Hence, 
the clearing should extend to each side of the line to a 
distance exceeding the average tree heights. Pine forests, etc., 
may cause trouble in time of forest fires, but this is so uncertain 
a factor that it is hard to guard against by widening the clearinjr- 
If two lines are to be run, they should be separated far enough so 
that one, if blown down, cannot strike the other. This neeet^si- 
tates the determination of the three distances, two equal outside 
or marginal clearances and the inter-line distance. 

In open country the distance between two parallel lines should 
be determined as above. The outside spaces need not be of any 
particular uniform width but will depend somewhat upon the 
voltage of the line. It i.s good practice to run telephone lines 
along public highways, which means with practically no reserva- 
tion of land. This gives an easily accessible route for construc- 
tion, inspection, and maintenance. It is not good practice to 
iiin power lines through the same kind of thoroughfares, espe- 
cially if voltages are aI>ove 2300" volts. The reason is two-fold. 
The line is subject to Iho mischievous attacks of pa.'*sersby,from 
the boy wiio throws a wire over the lines to the sportsman who 
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takes a pot-shot at the insuliitors. Aiul ii line once injured in 
this way or by storms is in dangerous proximity to a careless 
public, ignorant of the principles of self-protection when it comes 
to electric shocks. Wherever right of way is secured, it is 
necessary to reserve also the right to establish convenient 
entrances to enclosed areas across which the line passes and to 
permit perpetual attention by inspectors and repairmen. 

The line must be surveyed and staked. This ia advisable 
even with the simplest lines as it assures alignment, uniformity 
of spacing, and hence of sag, strains, etc. Where the construc- 
tion is heavy, it is absolutely necessary to make this preliminary 
determination. In fact, the record should be maiie not only of 
the location of line, its angles and lengths, but also its profile, 
elevations, etc. Then, the design may be made to include the 
assignment of pole heights to definite localities. 

The route must be studied from the geological standpoint also. 
For this will determine depths of setting poles or towers, as well 
as other details of method. It will also fix the exact location 
of poles in many instances allowing for guying, for proper 
foundation, etc. A meteorological survey is always advisable, 
as will be shown in the discussion of Right of Way in Chapter X. 

The dedgn and construction of a transmission line are matters 
depending wholly upon the individual characteristics of the 
project considered. Each proposal has a mass of conditions 
attached to it unlike any other line in existence, and details 
must be planned to meet the particular requirements we may 
have before us. The failure of mere minutia is the failure of the 
whole. If one link breaks, the chain ceases to hold. Here it is 
especially of importance that no defection may occur, for when 
such an event does take place we cannot presage where it may 
t^top. The loosing of electric power from the bounds set for it 
w oftentimes liable to the most sudden and destructive conse- 
quences. This may mean the endangering of human life, it 
may mean only the devastation of property; but even the le.sser 
of these calamities is great enough to defeat the purpose of the 
enterprise. 

The fundamental principle may, then, be enunciated that it ia 
never permissible to build in such a way that ordinai-y operation 
will be carried on with undue risk to human life. Xor is it to 
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l)e considered profitable to restrict safeguardH to property to 
such an extent that troubles are frequent and serious. 

Certain types of lines have these charaeteristics much more 
prominently than others. For example, the telegraph line anil 
the telephone line are not in the same class as the railway line, 
while the latter is not comparable to the high-voltage po\Yer 
transmission line. Aerial lines and underground lines have 
quite different features. Moreover, the general features of con- 
struction of aerial lines and of underground lines are so dissimilar 
that they will be considered separately, the latter being reservetl 
for the next chapter. 

When wooden poles are used there should be borne in min<l 
the characteristics already discussed in reference to the kinds 
of wood, cutting, seasoning, defects, preservative treatment, 
etc. Specifications should be very carefully drawn to cover all 
the requirements. Ordinarily, the poles may come all rea«ly 
prepared for assembling the cross-arms by having the 1/2-ini-h 
gains cut in their tops as needed. 

In choosing dimensions for poles, the height and the weight 
of conductors or number of wires supported are the determining 
features. In no place should the center of the span of wire sag 
to less than a height of 20 feet above the ground. Sufficient 
clearance should be provided for other cross lines, etc. 

In telephone practice, Kempster B. Miller tabulates for 
7-inch tops the heights and base diameters as in Table XVI, 
Chapter III. It is not universal practice to use poles of these 
diameters, but they indicate normal telephone practice. Where 
the number of wires carried is large, much sturdier construction, 
is advised, as also in the case of corner poles, those on curves, 
end poles of a line, etc. These general sizes correspond to 
ordinary city practice with about 20 to 30 wires. For heavy- 
city work of more wires than this, poles of 8-inch tops or larger 
are preferred, while 5- or 0-inch tops may be used upon light 
suburban lines or country roads. Before shipment is made, 
weights of poles of difTerent lengths and diameters should be 
obtained from the dealers in order that consignments may be 
adjusted for economical shipment by combining difTerent sizes 
in the same lot. For short and medium-length poles, single cars 
up to 40 feet in length may be used to carry about 30,000 pounds. 
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yor Ions polos douMo pare arc required and a corrnspondingly 
hiifio load may l>e onlorcd to advautaRo, If many polos iii-e 
rftniirpd, aa for a long line, they may, l>y preliminary planning, 
!«• (^hipped to different points along the line and thus avoid 
excossive haulage. This might mean carloads of quite hctero- 
{rcncous sizes as successive poles in a line are not necessarily of 
the same height. In fact, in order to avoid too rapid and exces- 
sive changes of level, shorter poles are generally used on hilltops 



anil longer poles in the hollows. Similarly, long poles will be 
needed at points of crossing of railroads, other transmission 
lines, etc. Frequently, city lines are carried above lighting or 
railway circuita in all streets, and in one instance at least, they 
are carried above the tops of shade trees which are kept trimmed 
down to avoid interference. These emergencies demand 50- to 
(i(^foot poles. 

Spacing of poles will be determined by weight of pole used, 
number of wires carried, liability to sleet and ice storms or to 
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high wintJa, Daniape done by storms is unexpectcci in some 
localities but of frequent occurrence in others. The Xorth 
Atlantic coast is peculiarly subject to this danger and the 
results are occasionally very disastrous. Figure 54 illustrates 
some of the results of a heavy sleet storm which occurred Febru- 
ary, 1909. The photograph was taken in Ohio, 

It is impossible to escape injury from such a storm by any 
current economical aerial construction. Underground construc- 
tion will protect the lines, but at an increased expen-w and a 
tlecrea.sed accessibility. It would, however, be out of the question 
to space poles, for instance, so that a severe ice storm due per- 
haps once in 8 or 10 years, would not damage the lines. Thirty 
poles to the mile (about 175 feet apart) is a minimum permissible 
numt>er and is poor practice. Forty poles per mile is bettor ami 
is considered gooti practice. Fifty poles, or with spacings of 
al>out 100 feet, is much to be pi-eferred, especially if the line is 
installed where the number of conductors carried is liable lo 
increase. And where heavy work is to be installed at once, the 
number of poles per mile may still further be increased. Careful 
spacing near comers will frequently permit double-pole corners, 
which are much to be preferred. 

Poles are set in earth to a depth of from one-eighth to one- 
fiftli of their lengths, for tall and short poles respectively. For 
example, a 25-foot pole should lie set about 5 foot, a 75-foot pole 
about 9 1/2 feet. The ISO-foot cement poles mentioned Jn 
Chapter III are set 10 feet in earth and have large concrete 
ba.ses. If the pole is set in solid rock, perhaps two-thirds a.s 
deep is sufficient. Where ground is wet or marshy and will not 
hold firmly a greater depth is necessary (or some special setting)- 
Tablc XVII taken from Matthews' Telephone Line Construction 
Bonk indicates good practice in this respect. The hole? niiiy 
be dug or bored as preferred. They should be alrout 1 foot 
larger in diameter than the pole base and full si^e to the bottom, 
in order to allow for proper tamping of the earth around the pole, 
as well as ease of placing. 

Augurs are seldom serviceable l)ecause of the lack of favorable 
soil, and because of the large diameters of holes. They must also 
be of extra length. When augurs are used the hole will be of 
tiniform width and of smooth sides and will perhaps be slightly 
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less liable to ciiimWe in iiisei-ting the pole. In digging the holes, ' 
sturdy long-handled sharp-nosed shovels are needed, with a 
decided bend at the neck. For the 6nal work of removing the 
earth loosened by the digging shovel, a spoon shovel is used 
(Fig. 55). 

Tabl« XVB. — DepOi in Feet of Holw for Setting Poles. 



Poles 
(depth). 



9.5 


10.0 


10.0 


11.0 


10.5 


11.0 


11.0 


11,5 


11.5 


12.0 


12.0 


12.5 



10.0 
10.5 
11.5 



Guy Etubs should be set aot less than 7 feet in aoy soil except eolitl rock. 

It is probable that the earth, especially in stony ground, will 
nml to l>e loosened by what is known as a digging bar, a long 
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Mraight iron bar with a wide chisel end (Fig. 50). In rocky soil 
or in solid stone, dynamite must be used. 
The poles having been distributed by throwing from a car, 
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of" Dy hauling (hever drag a pole any groat tlifitance) they will lie 
with butts in the immediate neighborhood of the holoH. ilickory- 
handled cant-kooks are used in rolling the pole about (Fig- 5") 
and adjust themselves to the diameter of the poles. Where it is 



Fig. M. — Conitruetion tools. 

necessary to carry the poles at all, it is advisable to use special 

deviues for hauling them unless they are the very smallest sizes. 

A carrying hook is shown in Fig. 58. They may be had with 

handles 4 feet to 7 long. A pole will be rolled or carried to rest 
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Fio. 57.— ConatracUoo loob. Fia. 58.— Cons 

with butt above the hole, A board should be provided for the 
butt to bear upon while the pole is being raised. This will avoid 
the crumbling of the earth as the pole is being lowered into the 
hole. There seems to be an opportunity for the development of 



some simple socket for the pole to rest in while being raised, no 
successful device of this sort being in use to any extent. The 
pole is generally raised by man force. Gangs of ten to eighteen 
men are employed depending upon sizes of poles, etc. A 30- 
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foot pole can be raised by seven or eight men. The tools used 
will include several lengths of pike pnles, 10 to 18 feet, or of rais- 
ing forks of about the same lengths (Figs, 59 and 60), The 
handles are of 1 3/4 to 2 1/4 inches in diameter. These are used, 
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one tool per man, in the actual mising of the pole, first using the 
^horte^ lengths and then the longer ones, in oriler to keep aa far 
up the pole as possible. Pole supports serve to take the weight 
of the pole during a halt in the process if they arc placed under it 
and kept closely adjuHted. They may be single-legged deadmen 
(Kig. 01) or the cross-legged jenney. These, of course, are only 
fi to 8 or 10 feet long. 

It is much simpler and easier to put on the cross-arms before 
the pole is raised and this gives the workmen the means of 
accurately adjusting the pole by cant -hooka to its proper position 
More they tump in the earth, as they can place the arm at right 




Fio. 61. — Coiutniotkia tools. 

anRles to the line. When, for any reason, it is preferable to 
leave the arm to be placed after the pole is set, it is desirable to 
iihH a hght board in the pole gain, letting it extend some 4 feet or 
more from the pole. If nailed at the end of the board rather 
than at its middle the same length board (a lath) will more 
easily indicate inaccuracy in adjustment. The cross-arms 
must be finally at right angles to the line, hence the necessity of 
this care in pole-setting. 

When the pole is up and arranged, the earth must bo firmly 
tamped as it is shoveled about the base. It should not be 
necessary to haul away any earth. It is not too much to require 
four tampers to one shoveler. Time saved in tamping in the 
earth is multiplied by large factors and lost in keeping poles 
erect. 

The use of some form of pole-erecting derrick so constructed 
as to be quickly and easily adjusted is especially to bo commended. 
There are several more or leas capable affairs of this kind, some 
l>eing intended to handle light work only, others designed for 
the heaviest poles ever used. When it comes to a tall pole, such 
practice is necessary, because it is impossible to use pike poles 
below the center of gravity of a pole till its butt has entered the 
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hole and is liparinR lieiivily ngainsl ihe siilo eaitli. A good form 
of derrick is one in which there in a platform swung lielow the 
sturdy axlea of a wagon and supporting a hinge<l boom of adjust- 
able length. The pole is swung by block and tackle from the end 
of the boom, and the boom itself ia supported and its position 
regulated by rope and pulleys to the front end of the platform. 
Another type, known as the " Polerector " (Figs. 02 and C3), 
differs from the above in some features. The wagon platform 
is above the axles and the boom consists of two timbers inter- 
braced. W. N, Matthews & Brother, the manufacturers, say 
of it, "An average of 40 to 50 poles, any length up to 50 feet, can 
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I)c put in their holes with the Polcrector by two linemen and a 
boy to handle the team, in an eight-hour day. The saving 
effected will be between 3^ and GO per cent., the amount depend- 
ing upon the length of poles handled. The saving is greater on 
long poles than on short poles." 

These erectors are very useful in removing poles from their 
holes when they are being taken down for any cause whatever. 
In this work it is not necessary to dig down to the bottom of the 
pole, but the Ijist 2 or 3 feet may be left in contact with the pole. 
The strain is a lifting one and will pull the pole out. 

It is very often necessary to place poles in wet or loose soil. 
Here, if sufficient stability cannot be secured by setting them 
deeper than usual, it may be l>est to pnt in large stones or base 
plates of two heavy I»oar<ls fastened at right angles to each other. 
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across the bottom of the pole. If the soil is marshy, such -simple 
precautions as the above are insufficient and the pole will 
pull out of alignment. Various devices are resorted to in such 
cases. 

The bottom of the enlarged hole is sometimea filled with a bro- 
ken-stone concrete mixture 1:3:5, giving increased area of base. 
The pole is then set and a filling of concrete put in around it. 
This increases stability very materially. Where it is not deemed 




expedient to go to this expense, a set of timbers bolted cros.-wi.-ie 
upon the ba.se may be substituted. The timbei-s should be 
double bolted or braced to avoid skewing. They should rest 
upon logs or stones of sufficient size to give a large effective biise. 
Where the cross pieces are placed near the surface of the earth 
and also near the bottom of the pole they help to maintain the 
pole erect. Placed at the mid-point of the buried part it docs 
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little good in this respect. It is just as satisfactory as a support 
from sinking, however. Figures 64 to 67 illustrate some of the 
schemes suitable for these purposes. 

Seldom will such precautions serve to eliminate danger of 
tipping to one side and, except where positively necessary, it 
should not be depended upon to fill this office. "Where plain 
setting is sufficient for straight line work aa in good solid earth, 
it may, however, be used for corner poles, curves, etc., in the 
absence of conditions suitable for guying. In other words, it is 
much better than nothing, where guying cannot be installed. 



A type of pole-setting that is sometimes serviceable for swampy 
land may be called the mast pole. A concrete btise is built at 
the surface of the ground large enough to sustain the entire 
weight of the pole and its load. A suitable seat is prepared in 
its center for the pole base. The pole is then guyed in order to 
maintain it in place as the ba.se furnishes no lateral support. 
This form of setting is illustrated in Fig. (i8. 

In case of a solid rock foundation, the stone itself may take 
the place of the concrete in the above design and essentially the 
same construction may be used. 
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When poles are set in solid rock, as has already been mentioned, 
they may be sunk to a depth about two-thirds of that which 
nould obtain in soil. Particular care should be taken to wedge 
large pieces of rock about the base of the pole to give firmness. 
Likewise, near the surface there should be the same precautions 
taken. The smaller rock may be tamped in about the base, 
although this does not insure a close-Stting mass of stone. 

Guying is necessary where changes of direction of the line 
occur either in angles or curves and also on unavoidable sharp 
changes of level or at the end of a line. The material used is 
galvanized iron or steel wire or cable 0.25 to 0.5 inch diameter. 
Only the lightest strains should be carried by the solid wires and 
then by use of Xos. 3 or 4 B. & S. gage. The cables should be 
used for all others and may be used throughout. The galvanizing 
is tested by dipping samples into a saturated solution of CuSO, at 
Gty F. and allowing them to remain 1 minute, when they are 
withdrawn and wiped clean. This process will be repeated four 
times, after which there shall be no reddish deposit of metallic 
copper upon the wire, indicating that the zinc coating is too thin. 
The zinc must not crack or peel if the wire is bent around a 
cylindrical bar having a diameter about twelve times that of the 
wire used. 

Many engineers specify that the wire shall be twice dipped in 
the molten zinc, but if it is properly done, giving time enough for 
the wire to become thoroughly heated, the first dipping gives as 
fully a continuous covering as will two baths. A second immer- 
sion serves to roughen the surface and leaves more projecting 
points to be carefully wiped away upon its emerging from the 
vat- It is of doubtful value. 

All clamps should be similarly protected from rust, as should 
IkjUs, nuts, guy rods, turn buckles, etc.; in fact, all iron used for 
this purpose will quickly fail unless it is thus treated. It is 
useless to install them with the certainty of having to replace 
them within a year or two and at the same time have the line 
insecure t)ccauHe of their unreliability. 

A new process of preparing line material to keep it from rusting 
is called " yherardizing." By the process, there is formed at 
the surface of the iron or steel an alloy with zinc and then, upon 
the top of this is a zinc coat. Heating in the presence of vapor- 
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ized zinc gives these coatings. The product is smooth, easy to 
handle, and very durable, i 

The actual guying cannot properly he planned in advance iu'| 
the pole setting. It is impoaaible to predetermine the detail:^ of 
construction to that extent. Consequently, it should be left to 
the judgment of some competent man, the foreman of the t«n- 
et ruction gang. 

A guy should never be anchored nearer the base of the pule 
than one-quarter the height of the pole and this lower liuiit 
should be shunned except in firm soil or rock. 




A much-uacd guy anchor consists of a log or section of an old 
pole G to 10 feet long buried horizontally to a depth of 5 or G feet. 
Through the body of this log is passed a guy rod, the lower end 
of which is threaded for a nut. Large washers furnish sufficient 
lM>aring surface between the nut and wood. The upper end of 
the rod has a large eye to which the guy wire is attached. The 
rods may be had in various lengths, such even that they may 
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ike the place of the cables themselves, though this is not cu»tom- 
:y. They must be installed so as to extend in the same direction 
« the strains will be. 

A heavy stranded galvanized iron cable is looped through the 
10 of the guy rod and clamped back upon itself. A turnbucklc 
my Ix; inserted at this point or higher up in the cable. The 
pper end of the cable is then attached to the pole either by a 
irpct turn about it with a clamped end, as is usual with wooden 
■oles or to a collar, as is necessary with iron poles. Figure O'J 
hows the details of this scheme with certain parts magnified for 
he sake of clearness. It is simple, direct, and inexpensive. If 



Fin. TO.'Matthews (uy anclior. 

the buried log is replaced by a stone, it should be a large one, not 
ihiit its weight is material but that the earth resistant-c may I>e 
a--i great as possible. 

Xumerous anchors are manufactured for driving or screwing 
iiiio the earth and whore the soil is suitable for their installation, 
iKcy give very satisfactory results. Those which are driven 
'ln*nd for their holding upon either solid or hinged projectoi'M, 
i^hich fill or spread when the ant-hor ia given a backward pull, 
Tliose screwed into place are augur-like and have no back give to 
'*"' taken up. A great advantage of these anchors is the case of 
iii^lallation, as two men can place one in 20 minutes in ordinary 
'ifcumstanccs, without loosening the soil above them and wcak- 
'ning its holding power, 

An augur type known as the Matthews Guy .\nchor is shown 
'" l^ig. 70. According to a formula given by I'rof. Carpenter the 
''Hiding power of the earth will be shown by the expression: 
R = 100 DH'- 
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where D ie diameter in inches of helix of screw blade and H is the 
depth in feet of the anchor. This gives Table XVIII as the 
values of strain at which the anchors would fail. Naturally, 
this depends greatly upon the nature of the soil. 



s Depths, According to Professor Carpenter's Formulft. 



3.6 ft. 
4.0 ft. 
4.5 ft. 
5.0 ft. 
5.5 ft. 
6.0 ft. 
7.0 ft. 



3.0 ft. 



5 inchf 


e incht 


7 incht 


8 inch* 1 


6,125 
8,000 
10,125 
12,500 
15,125 


7.350 
9,600 
13,160 
15,000 
18,150 


8,575 
11,200 
14,175 
17,500 
21,175 


12,800 
16,200 
20,000 
24,200 
28.600 
39,200 
51.200 
64,S00 
80,000 








■ 




' 







16,000 


19.200 


20,250 


24,300 


25.000 


30.000 


30,250 


36,000 


36,000 


43,200 


49,000 


fiS,800 


64,000 


76.S00 


81,000 


97.200 


100,000 


120,000 



t It 1> impractiEoJ tn instsU the G- ami S-inch sDcbon al & i 
•The B-. 10-, BDtl 12-inch unchon will not bear a (rent s 



r depth thAU 5 5 



In roek, an eye bolt may be sunk to a depth of about 18 inches 
at an angle of about 90 degrees from the direction of the strain, 
its opening being away from the pole as indicated in Fig. 71. 

It is poor practice to guy to trees or buildings. The former 
may occasionally be necessary and then special precautions 
should be taken. Young or rapidly growing trees should never 
be used. A guy must be so attached or supported as t-o bear 
against the tree as a whole, rather than against one branch. 
This may be done by fastening to the tree trunk or to a heavy 
timber resting against both branches at the fork of the tree, and 
having the guy wire pass through the fork. A guy wire must 
never bo attached to a tree by simply winding it directly upon 
the trunk, as this will deform if not kill the tree. Wooden slats 
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must be placed about the trunk and the cable will be placied upon 
these, 

A firmly set stub is a frequent necessity in guying across a 




roadway, over a sidewalk, etc. Thia will allow (Fig 72) a short 
puy and still give sufficient head-room under it for passing traffic. 
The stub- is deeply set and is given a backward rake from the 




). 72.— stub cuyiug 






pole, care beinp taken to avoid side slant. If the stub, the piy 
wire, and the anchor are not all in the wanie plane tlu-rc will be a 
heavy component of the strain tending to break down the stub. 
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A little side give in the direction of the anchor will looeen the 
guy and render it inoperative. If the anchor is low enough in 
comparison to the base of the stub to bring nearly into a straight 
line the pole top, the center of stability of the stub setting and 
the eye of the anchor rod, instability will be the result. Even 
an approximation of the latter condition should be avoided. 

Very long earth-anchored guys lose in effectiveness by the 
shallowness of their setting due to change of slant more than they 
gain by their approach to the horizontal. From the standpoint 
of anchor strength alone, a vertical setting is preferable (see 
Fig. 73). This, of course, is unobtainable without the stub. 
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In attaching the guy wire to the pole there are several things 
to note. The pull supplied by the wire is to react against a side 
pull caused by the line wires, upon a curve, at a comer, etc. 
Hence, both should be attached at as nearly the same point upon 
the pole as possible. The wire must not, however, make likely 
either a short circuit between lines or a grounding of a line. 
Where a cross-arm is used, the guy may be fastened directly 
above it. If there are two arms, it should be fastened just above 
the lower arm. With several arms, the best practice is to use the 
Y-guy, attaching one cable toward the top of the " tree " or " pole 
head " and the other near its base. It must be remembered that 
poles will bend and arms will twist. The results of different 
methods of setting in opposition the forces of line and guy are 
indicated in an exaggerated way in Fig. 74. The lighter the 
poles, the more distortion there will be. The pole will eventually 
fail at the bending point in many cases. Sleet storms will 
Increase the likelihood of this. 

Head guys arc neceH.-iary at the end of a line or at c 
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sharp turns. They are run as imiicatol in Fig. 75. The con- 
ductor strain is in the direction away from the comer. The head 




Fio. 74. — Metliods of sttacliiDe guys to pole heads. 



fjuy ia so attached aa to counteract this pull upon any pole head 
l»y opposing a pull from the base of the pole next toward the 
corner. If desired, the head guys will not run as low as to the 




Fio. 7S. — Head guying. 



base of the succeeding pole but may be attached at a sufficient 
height to avoid interference to traffic. The corner pole, or end 
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pole (as the case may be), will be guyod to anchors or to stubs. I 

Where lateral supports are necessary and guy wires arc inion- I 
voniont, they may give place to wooden l)ra<ioK. ThcHe aie made I 
of poles whose tops, cut slanting, are fitteil to the side of the pole ' 
under the lower cross-arm and firmly bolted and bound with 
galvanized iron cable. The foot of the brace is bolted to a eross 
log or set in rocks and buried 4 or 5 feet deep, A pole may l>c 
braced on each side in this way if desired. 

Wherever wood meets wood in the construction of the outdoor 
pole line, or where the grain is opened by cutting, the cross-arm 
upon the pole, the braces, the slats under a guy wire, bolt holes, 
etc., the parts should be given, previously to the assembling, a 
coat of good paint. These joints are sufficiently open to allow 
the retention of moisture. The grain of the wood is generally 
open and the result is rapid deterioration of the parts. The tops 
of poles should also be painted. 

Cross-anns should be placed at right angles to the pole, even 
if the pole is given a rake upon a curve. The holes for the bolts 
should be determined by a straight line from pole top to base, 
being either upon this line, in case of single bolts, or to each side 
of this line in case of double-bolted cross-arras. 

On curves, the arms should face the center of the curve. In 
approaching a dead end, the arms are placed upon the side of the 
pole nearest the end of the line; with unequal spans, away from 
the long span; away from railroad' crossings. Generally in 
straight-away work the cross-arms alternately face each direc- 
tion. This will avoid tension strains on all retaining bolts at 
once and lessen the liability of failures of successive cross-arms 
if one does give away, due to an end strain. 

The arm is held in place by one or two bolts, depending upon 
the weight of conductors carried, etc. Usually one bolt is con- 
sidered sufficient and it has the advantage of being centrally 
placed through the pole. A seat is made for the washer bearing 
against the pole upon the side opposite to the arm. Large 
washers, 2 1/4x2 1/4 inches, should be used. There are used 
with this construction braces of galvanized iron or steel bolted 
or screwed to the arm, the two ends fastened to the pole being 
held at a common point by a single drive screw or lag screw. 
AA horever drive screws are used, they should be turned for the 
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l:ist third of their entrftiicc. Lag arrows should not be driven 
fiiither than just enough to start them. Single-piece nnglo 
lira(^c«, made to hrai^e both ends of the arm, are obtainable anil 
are very satisfactory. The int-reased expense is not necessary, 
however, although there ia a greater rigidity. Care should be 
taken before finally fastening the braces that the arms are per- 
pendicular to the pole. Figure 7G shows the details of a good 
fastening. 

Double arms are used when the span is exceptionally long or 
the cables, etc., very heavy. If it becomes necessary to make a 




sharp turn without intermediate poles, double arms are advisablp. 
They should be placed upon opposite sides of the pole and bolted 
together at both ends and adjacent to the pole, four bolts in all 
unless arms are of extra length. The arms must be blocked 
from giving toward each other and this may be done by iimer 
nuts with large washers similar to nuts and washers on the outer 
sides, or blocks of wood cut from cross-arm timber may be bored 
through lengthwise and fitted in to take the compression strain 
of the bolt. These must be so placed that they will not interfere 
with the insulator pins. Each of the double arms should be 
braced individually. 

A substitute for the double arm, where the use of the metal is 
not prohibited, is an angle iron into which the regular arm may 
be set, the whole being bolted to the pole with the iron upon the 
back and under side of the arm. The iron should be galvanized. 

Where plain wooden pins are used, as is always the case in 
telephone and telegraph lines, and very frequently in power lines, 
the pin is inserted in the hole in the cross-arm, which has been 
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previously paintetl, ami a siiifjlc nail driven through the side of 
the arm and the baae of the pin. With heiivier work the iron 
pins extend through the arm and are held in place by washers 
and nuta below (see Line Insulators). 

Line insulators for telephone work (see Line Insulators) and 
other light work are threaded internally and are simply screwed 
upon the pins after the latter are in place. With side groove no 
care need be taken to have the insulator in any certain position 
as the groove is the same ail the way around. However, with 
top grooves, the insulator must be so mounted that the conduetor 
groove is parallel to the direction of the line. 

Conductor. — The conductor is wound upon a reel which may 
be taken from place to place as needed. The end of the wire is 




Fig. 77.— Pay-out reel. 

generally handled by means of a long rope, which is attached to 
it. This rope is thrown up to the lineman, passed over the cross- 
arm, and lowered to be pulled along to the next pole. This 
unreels the conductor and draws it across the arms upon which 
it is to be placed. A "pay-out reel" is shown in Fig. 77. In 
taking up the slack of the tine, a " take-up reel " is used, consisting 
of a reel mounted with its axis horizontal and having a crank 
handle for turning. As hard drawn copper is commonly used, 
care must be exercised in all its handling not to injure its surface 
or skin, because there lies its greatest strength, A slight nick 
caused by a lineman's tool, or a sharp kink requiring straighten- 
ing will so injure the conductor that it is very liable to fail at 
this point. Even in tying the conductor to the insulators this 
must be considered. 

A hard drawn copper wire should be laid in the conductor 
groove of the insulator on the side toward the pole except on 
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<'urves, where it is placed on the side farthest from tho center oi 
furvature. With a side groove insulator, the tie wire is looped 
around it in the groove having one end extending across the con- 
tlurtor above it and one crossing it underneath. The ends are 
then crossed as if to repeat this turn, at the same time enclosing 
the conductor. Instead, however, of taking a second turn about 
t he insulator the tie wire ends are crossed over and coiled about 




Flo. 78.— FMlening tie wire. 

the conductor itself in an open helix of several turns, one in each 
tlirection. Figure 78 shows the details of this tie. It differs 
from the so-called Western Union joint (Fig. 79) in that the latter 
passes both tie ends over the conductor and the helices are closed 
spirals. Soft copper and iron are better fitted for the latter tie 
owing to its close spiral. Hard drawn copper will suffer injury 
to its surface if it is bent as short as is necessary for this tie. 




W'e«l«ni Union li 



The conductor should not be bent around or partly around the 
insulator. The end sought should be to bind it firmly to the 
insulator but to have it tangent to the surface in the groove. 
Any bend of conductor at this point of support will be under 
heavy strain tending to make it a sharp angle rather than a 
curve (Fig. 80). The ultimate result is failure by breaking of the 
conductor at one of the two bending points, AA. 

When the conductor ends at the insulator {dead ending) or 
when it is opened for a loop, the tie must be of a different nature. 
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The conductor is paaspd around the? inaulator, looped back upon 
itaplf, and twistoil in a spiral of several turns. Othcrwiiw, \ 
joining device is used, cither a double sloeve slippod over bnili 
strands and twisted or a clamp in case of a large conductor or 
cable. 

\ wire is spliced by means of two close spirals separate<l by a 
twist as in the W. U. joint shown in Fig. 81. As previously 




Fio. so. — Breaking t, conductor at lite inaulator. 

remarked, however, this joint is not advisable for hard drawn 
copper and should not be used therewith. A much-preferred 
method of jointing it is by using the enclosing sleeves already 
spoken of. Details of this method are shown in Fig. 82, these 
particular illustrations being of the Cook, Self-welding Wire 
Joint. They may be used with sizes of wires differing by as 
much as two numbers if desired. The metal used for the sleeve 
must always be the same as for the conductor, else there will be 

FiQ. 81.— Weatom Union joint. 

injury to the joint caused by galvanic action. For dead ending 
the heavy Mclntyre types are especially convenient. Samples of 
joints should be examined in order to sec that they are well made 
and not defective in the particulars well illustrated in Fig. 83. 
None of the sleeve joints is soldered and conductivity, strength, 
and permanence depend upon the mechanical rigidity of the con- 
struction and the intimacy of the parts. This is preferable with 
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hnrtl drawn copper, as soldering, unles!! very carefully ilano, will 
anneal the wire to Huch un extent as to Hoftcn It very materially. 

Depemlence may be put upon these jgints at from (>0 to S() 
per feat, of conductor strength. Home will run as high aa UO 
percent., but they are carefully made and are of increased length. 

A suitable method of soldering a joint is to thrust the two ends 




Fia. SS.—Cook sall-wekliug joiaC 

into a sleeve containing side openings, each wire extending to the 
center of the sleeve. The whole is then soldered. Some such 
joint as this is necessary in a trolley line where projecting parts 
must all be smooth. A twiat joint of any description is out of 
the question there. 

In telephone circuits the close proximity of two circuits to 
eat-h other, as within the same cable, upon the same cross-arm, 
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etc., will lead to the undesirable result known as cross-talk unless 
proper precautions are taken to avoid it. Running a telephone 
line close to a power line may similarly introduce humming and 
buzzing of the receiver. There are two reasons for these annoy- 
ances, first, electrostatic induction, and second, electromagnetic 
mtluction. 
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When adjacent Iclpphoiic lines are considered the latter of 
these two disturbing fiictors gives conditions indicated in 
Fig. 84. During the instant when current is flowing in line C m 
indicated, a whirl of magnetic lines encloses with C the adjacent 
line B of the other circuit. The induced current is, therefore, in 
the opposite direction, as indicated by the arrow, and receiver 






I Resultilm \ ,nm,= * I Resultant 



Ko. 1 will duplicate sounds present in receiver No. 2. The 

intensity will depend upon the mutual induction between the 
two lines. This effect may be overcome by so arranging the 
separate lines in respect to each other that similar portions are 
opposed to each other. This is shown in Fig, 85. These opposed 
sections must be electromagnetically equivalent, which generally 
means that one transposition at the center of the line will take 
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care of this trouble. With numerous lines upon a pole, a very 
elaborate system of transposition must bo worked out, for no 
two should be given identical transpositions throughout, or they 
have the same relation they would have without any transpo.Mng- 
Mr. J. J. Carty has proved by elaborate experiments (Trans. 
A. I. E. E., 1891) that the greater mutual efifect between tele- 
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phone lines ia due to electrostatic induction. A charge is induced 
upon adjacent iinea (Fig. 86) which varies with every variation in 
current of the disturbing line. As this charge increases or 
diminishes in the disturbed circuit, there will be current flowing 
either toward or from the point B, either a charging or discharg- 
ing current. This current produces sounds at the receivers. 
Transposing at the center, as in Fig. 85, will not cure the defect 
l>ecause it will simply allow for the neutralization of the charges 
partly across the central transposing points but also, in a lesser 
degree, through the receivers. Transposition at the one-quarter 
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Fio. Ba. — Eleolnatatia chusn upon telephonfl wiim. 

and the three-quarters points would balance these charges against 
cnch other for one circuit, except for the oscillatory effect at the 
cniU of the lines. 

In order, thus, to do away with the cross-talk, buzzing, etc., 
tlue to inductance and capacity effects of the line, a very careful 
ailjustment of lines is necessary because the telephone is an 
extremely sensitive instrument. In an extended paper upon the 
Transposition of Conductors read before the A. I. E. E., in 1004, 
Mr. Frank F. Fowle illustrates by Fig. 87 the method of develop- 
ment of systematic transposition. This system may be carried 
further than is illustrated by the figure, but generally it is not 
necessary to do so, as non-adjacent cross-arms may use similar 
transpositions. 

Line C, Fig. 84, may, however, be a power line, one conductor 
of a single-phase or polyphase transmission circuit. In this case! 
ihe alternating flux about the conductor is much greater and its 
influence is correspondingly great. 

It is, then, necessary to consider not only the distuucc the lines 
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run ia parallel but also, the value of current or voltage in each 
portion of the line, the variation in wire spacing, etc. For 
example, suppose we have a power line paralleling a telephone 
circuit for one mile. If the current in the power circuit is con- 
stant throughout the mile (no load taken from it'within that 
section), if the distance between circuits remains constant, if the 
spacing of the power circuit conductors remains constant and 
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Himilarly the spacing of the telephone circuit, the magncticnilv 
induced voltages in the telephone circuit may be opposed to each 
other in half-mile sections and no disturbing current will flow. 
That is, a single transposition at the center of the circuit wDI 
eliminate the inductive troubles. 

Again, if individual spacings and inter-distances remain fixed 
and voltage docs not change, our line is symmetrical electrostat- 
ically anil the regular transposition shown in Fig. 87 may be 
adopted, 
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If, however, at some intermediate point (Fig, 88) a change in 
conditions occurs, the line branches and a load taken off, the 
section of the line from ^ to B must be treated as one unit and 
that from B to C &a another unit, each to be worked out sepa- 
riiteiy. Otherwise, if a portion of AB is balanced against a 
part of BC any change in the relative loads of the power lines at 
H and C will throw the lines out of balance. With lightning 
circuits, the variation in load along the line is quite great but not 
from instant to instant. That means that an alternating current 
lighting circuit will be very troublesome to a telephone line, 
\«-hile a direct current system will cause little trouble. On the 
other hand, direct current railway feeders are called upon ,to 
supply rapidly fluctuating currents of great magnitude. This 



— Power line and Iclephoue line. 



will cause serious disturbances in adjacent circuits. The old 
time telephone circuits with ground return will be so noisy in 
the neighborhood of railway lines that conversation is drowned, 
no transposition being possible. 

When low-voltage, heavy current mains or feeders are carried 
along the same street as telephone wires, there will be disturb- 
ances even if the two systems are on opposite sides of the street. 
Transposition may be resorted to or twisted pairs of wires for 
each telephone circuit will assist. If the power cables are spread 
with considerable distance between them (in ease of a line and 
its return) and can be closed upon each other, there will be a 
marked improvement of conditions. The power circuits should 
not be spread any farther than is necessary. 

It is frequent practice to carry railway feeders or lighting cir- 
cuits upon the same poles, with the telephone lines, the latter 
Wing above the feeders. This is the source of much trouble 
unless the likelihood thereof is recognized at the outset and 
precautions taken. 
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It is necessary, however, whatever the scheme of transposition, 
to have it rigidly adhered to. No variation in distance can be 
allowed or confusion of lines is the sure result. A lineman cannot 
follow an irregular arrangement 10 poles without becoming lost 
in the maze. He must know what the design is and that it is 
reliably and fully carried out. Then, reference to the pole num- 
bers with a chart for the transposition scheme for one section 
will give him the means of exactly locating each wire and recog- 



FlQ. SQ. — Square truspositkm. 

nizing eai-h circuit. It may take several miles for the completion 
of one section in which the complete design is carried out. Then 
it will be repeated in the next section of the same length. The 
actual transposition maybe accomplished by opening and dead- 
ending the two conductors to be interchanged, at special double- 
grooved insulators. The exchange is then made by jumpers 
crossing from each incoming line to the other outgoing line. 
This method {shown in Fig. 8y} has the disadvantages that il 
cuts the line and the transposition cannot be shifted from one 
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pole to another except with considerable labor. It has the 
advantage that it is accomplished at one pole and may, therefore, 
if occasion demands, be repeated at each successive pole. 

Another method used is called the single-pin transposition. 
The two lines are led to the same insulator, one above the other. 
They proceed from that point in transposed order. This is 
illustrated by Fig. 90. This method does not open the lines and 
the transposition may be shifted from one pole to the next with- 
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out much labor. It is simple in application, requiring no cutting, 
dead-ending, splicing, simply the ordimwy tying at the insulator. 
It introduces, however, new stresses upon the pin and it can occur 
only at every second pole. As the pina may be heavier, with the 
heavier insulator, thus meeting the increased stress, and as the 
transposition of conductors at every pole is a very unusual 
demand, this latter method has been rapidly growing in favor. 
When the double cross-arm is used on long spans, etc., the 
transposition is made between the two arms by the square 
method, using single-groove insulators only. 

Railway Lines. — Many of the preceding details enunciated in 
the consideration of aerial telephone lines are applicable to the 
installation of power lines. All the more is this true if we speak 
only of low potential circuits. Here the number of conductors 
is limited to two, three, or six, but each lead is heavier. The con- 
struction of the line as a whole will be more sturdy and rugged. 

Local railway power circuits are carried on shorter poles than 
are necessary for telephone work. It is customary to have the 
trolley wire 15 to 18 feet above the tracks and the poles are of 
sufficient height to carry them and such feeders as are required. 
There are two standard methods of construction for supporting 
the trolley wire, span supports and bracket arms. Each of these 
is further divided into direct support and catenary construction. 
When wire spans are used, poles are placed upon both sides of 
the single- or double-track railway, being opposite each other 
along the way. One of these sets of poles will perhaps be taller 
than the other in order to carry feeders. They are of wood or 
iron and may be set with a little outward rake. This is not always 
permissible, as a marked contrast between the line of the pole and 
perpendicular lines of buildings is to be avoided. At a point no 
less than 18 inches from the top of the pole a bolt hole is bored 
and an eye bolt inserted, being held by a nut over a large washer. 
Into the eye is inserted the span wire or cable which is bent back 
upon itself and securely fastened. Near to each end of the span 
wire is placed a strain insulator. At such a point as to bring it 
over the center of the track is inserted an insulator bearing a 
supporting ear for holding the trolley wire. For double track 
two such suspension insulators will be used. Stan<lard forms of 
strain insulators and suspension inwulators arc shown in Fig. 91. 

' ;lc 
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Fta. 91,— Trolley wire inuilstom. 




Fto. 02.— Soldered ean tor troUsy aupport. 
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The double-armed suspenaion insulators illustrated are uwil in 
regular work. The aingle-armed are uaed on curves or elsewhere 
wliere a one-way pull is to be supplied. 

The ears attached to these insulators for direct connection to 
the trolley wire are of two general types, depending upon the 
kind of wire used. For a circular trolley wire an ear is used which 




For trolley auppoit. 



fxtend-s down part way around the wire upon ciith side and is 
liiiidered thereto. Their office may be added to by making them 
feeder points or connectors for guy wires (Fig. 92). When the 
trolley wire is of the giooved or figure-8 type, the ear does not 
need to be soldered to it but may be made to clamp it tightly as 
in Fig. 93. 




1. M. — Uectuuiica] gpliciag sleeve and 



Splicing round trolley wire is aecomplished by soldering into 
n splicing sleeve, as already mentioned, or by the use of a mechan- 
ical splicing sleeve as shown ^n Fig. 94. 

Frequently the opposite kind of a joint, an insulating joint, is 
desired In order to break the wires into sections. Then, a sec- 
tion invulator is used, a device which provides an insulating run- 
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way for the trolley wheel as it leaves contact with one section of 
the conductor and approaches the new section. Figure 94 also 
shows this type of joint. 

Where the trolley wire is to be divided or crossed, a sleeve is 
inapplicable. Frogs and crossings are necessary for this service. 
The frogs are made with two or more branches as required, and 
likewise, with diflferent angular divergences. They are also 
supplied with two or more eyes for puI!-off guys. Best practice 





Fio. QS.^Troliey fro^ uid cnaBiass- 

is to depend upon their mechanical attachment to the trolley 
wires rather than to soldering. Figure 95 contains a group of 
trolley frogs and crossings. The croBsings differ from the frogs 
in the detail that provision is made that each trolley wire shall 
continue past the point of intersection in its original direction, 
90 degrees, 35 degrees, etc. Generally, these crossings are accom- 
plished without insulating the two trolley wires from each other. 
Where insulation is necessary, a special crossing is required which 
will not break either circuit but will separate them from each 
other. 
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Owing to the fact that the suspended condiiotor must follow 
very closely the curvature of track, the guying of a tr-ollcy wire is 
very important. Straight lines are anchored about every 2000 
feet to avoid pulling down in case of break, etc. This is practised 
also on grades and at ends of curves, Fig. 96. At curves, the 
side guying is very "carefully planned, strain points occurring close 
together. It is not necessary to have separate guy anchors or 
stubs for each guy line, but they may be combined in groups 
depending upon the nature of the curves. One-way curves and 
two-way curves with crossing are illustrated in Fig. 97, for single 
track. For double track, the trolley wires are tied together and 
a little more elaborate side-guying is practised. It will be noted 




Fid. 9fl. — Anohoriiis trolley 



that the conductor upon a curve does not center with the track. 
This is due to the slight side swinging of the trolley pole as the 
car rounds the curve, the amount of which depends upon the 
curvature of the track, the length of trolley pole, and the height 
of conductor above the car roof. The allowance may be as 
much as a foot at the center of a curve of 40 feet radius. 

Feeders carried along upon cross-arms or brackets upon the 
poles are tapped into the trolley wire at required intervals. This 
13 beat done by splicing a jumper to the feeder. The jumper ia 
then supported upon a bracketed insulator in order to transmit 
no strain to the feeder itself. Moreover, it is never carried upon 
a cross-arm insulator, as this would inevitably put it in the way 
of subsequently installed feeders. If cross-arms are installed 
their pins can be put to better use than that of supporting 
jumpers. The feeders are carried above the span wires. Hence 
the jumper will be brought downward from its point of connec- 
tion, then, after attaching to its insulator, it will be carried out 
along the span wire to the trolley wire and attached to that at 
a feeder ear, already illustrated. 

Where heavy feeders leave a station, where square comers are 
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97. — Guying trolley 
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turned, or dead ending points, they may be most readily sup- 
l>orted by means of clamps which will take the strains. This 
iricthod of installation is easily put up, economical of conductor 
and of labor, easily shifted, strong and reliable, and neat in 
appearance. It allows for very flexible application, owing to its 
simplicity. The actual installation utilizes a cable clamp which 
IS bolted to the cable so tightly as to be al)Ie to carry the full 
slrain upon the line. .\n eye bolt in the crons-arm receives this 
strain through a strain insulator. The details of aMatthews' 



Fig. 98.— Matthiwa' table clamp. 

clamp are readily seen from Fig. 98, which shows a right-angle 
turn on the inner aide of the cross-arms. Figure 99 shows several 
of the applications of this device. The cuts arc largely self- 
explanatory, being 

1. Inside corner. 

2. Outside comer. 

3. Right-angle tap. 

4. Slack for future use, 

5. Dead ending at underground entrance. 

6. Comparison between use of clamps and spliced corners. 
When a pole can be placed close to the side of a railway track 

or between the two tracks of a double-track system, it is much to 
W preferred to use bracket suspension of trolley wire instead of the 
"pan construction already described. The construction of side 
pole line and of center pole line are exactly similar in all engineer- 
ing features. Side brackets can be uyed of sufficient length to 
serve for double-track roads, but this is not very common 
practice. 
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The poles may he either wooden oi- iron biil brackets shoiil^ 
iiivaiiably be of metal. The bracket arm extends horizonlalU 
outward from the pole about 9 feet and usually has a guy ro4 
running from its outer end to the pole top. A strut i.s Hometima 
used in brarinK it more firmly. When the ffuy rod is not useil! 
the Htrut is necertsary and vice ver.sa. It is not best practice ta 
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support the trolley wire rigidly at the end of the bracket by 
means of an insulating support. This makes a hard spot in the 
hne and is injurious alike to line and trolley. Generally, the 
bracket supports a flexible {ralvanized steel cable, from which the 
line may be suspended. Some standard brackets are shown in 
I ig. 100. These are very plain and neat in appearance. Many 
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more elaborate and ornate ilesipin^ may I)o obtained for use in 
eiiy streets if (lesired. Angle irons may be adapteil to this use 
very readily and make a very serviceable arm, probably just as 
satisfactory as the tube arms illustrated. 

As all points of support of trolley wires by the described 
methods of construction occur only opposite the poles, there is a 
dc('i<led sag to the line between poles. This causes the under- 
nnming trolley to rise and sink periodically. With high-speed 
running the result is that the trolley will separate from the eop^' ' 




center pole brsekeU. 



(luctor by jumps and the contact is insecure. With the develop- 
ment of high-speed interurban railways there has been brought 
into use the double suspension called catenary suspension. Pole 
line, spans, brackets, etc., are fundamentally as for direct support. 
The trolley wire is hung from the messenger wire or catenary by 
means of hangers of graduated lengths, thus maintaining a 
practically uniform height for the conductor. No attempt is 
made to insulate between trolley wire and messenger, thus 
increasing the conductivity of the line. In span work, the insu- 
lator is inserted as previously described in direct suspension. 
In bracket work, the messenger runs over the bracket arm and is 
supported upon a regular pin insulator of sturdy design. 
There is increased difficulty, however, in giiying. Anchoring 
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re<|uires not only the four side puU-offs from the messenger but 
also two extra leads, each running from the puH-off point of thp 
messenger to a point on the trolley wire at the foot of the udjaceht 
hanger. Figure 101 will make plain many of the details including 
anchoring. Upon curves with pole line inside of the curves, 
insulating braces are used running directly to the trolley wire an<l 
supported at the rear end against the bracket. If the pole line 
is outside the curve, wire side-spans from one pole to the next 



may be used to support puU-ofts to keep the trolley wire over the 
track. These points together with feeder connection are illus- 
trated in the group Fig. 102, 

For very heavy construction with more than two tracks, it is 
atlvisable to use bridge spans, built of latticed iron. Here, too, 
the use of double catenary suspenition is practised, as by the New 
York, New Haven, and Hartford Railroad. This consists of two 
mes.^pngcrs similarly carried upon pin insulators over the lower 
memlwr of the bridging. A trolley wire under-runs the two and 
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Fio. 102. — Details ot mienary mnatrviction. 
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all three are bound together at regular intervals by triangular 
forma built of piping. The triangles are of det-reasing size from 
the bridge toward the renter of the span at which point the sides 



are less than a foot In length. Figure 103 gives an idea of this 
construction as practised by the above-mentioned railway. 
These designs are found to give much better results than the 
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ordinary suspension for interurban high-speed traffic. Abroad 
the multiple catenary has been used. The first catenary supports 
a second catenary, which in turn supports the trolley wire. 
The lower catenary and the conductor are very nearly parallel, 
as one catenary suspension gives fairly uniform direction to the 
second messenger. 

The bonded track furnishes the return circuit for railway 
systems and it is generally considered sufficient to meet the 
demand. Very frequently there are water mains laid in such a 
way as to furnish a parallel path for the current. The use of 
the iron piping as a conductor does not injure it at all. So long 
as current remains in the water pipe no damage is done. But at 
the point where the current leaves the piping the metal is attacked 
and eaten away by electrolysis. This action is aided by the 
presence of moisture and certain salts in the earth which make 
the earth resistance less. Wherever it is found that this injury 
is occurring, steps should- immediately be taken to relieve it. 
If it is well established that the return current leaves the piping 
at certain definitely determined points, return conductors may 
he run from piping to rails at these points. This is a very simple 
condition of circuits, however, which does- not often occur. 
Unfortunately, the return of current from water or gas mains is 
not from easily determined points, but occurs at many widely dis- 
tributed and extended portions of the system. When it is assured 
that there is electrolysis, there should be an extended inspection 
to determine its cause. Rail bonding should be tested, length 
of return circuits, and substation location studied. Other 
corrective measures failing, it remains to put in a system of 
negative feeders for the return circuit. This must be planned 
after having located as nearly as possible all the points or locali- 
ties where the unnatural corrosion occurs. For heavy traction, 
negative feeders are sometimes installed in parallel with the 
rail, simply adding to the rail network a network of copper 
conductors. 

Power Lines. — Power transmLssion utilizes something of the 
same detail in the construction of lines that has already been de- 
scribed for telephone and telegraph .service. The poles are of tho 
same woods, are set the same way, cross-arms arc similarly placed, 
pina are inserted in cross-arms for insulators, the lines are guyed 
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upon the same principles. Everything is adjueted to meet 
whatever new demands may be made by the change of conditions, 
namely, instead of numerous small conductors carrying small 
currents at low voltages, we have large currents, high voltages, 
few wires, but of larger cross-section and weight. Spans may 
inereaae in length to meet certain requirements. Insulators are of 
the heavier type. Standard copper conductors 1/2 inch in diam- 
eter (250,000 C. M. croBs-section) are heavy enough bo thai 
upon single pole line construction the pole spacing should not 
exceed 100 feet. For lighter conductors a greater spacing may 
be used without special construction. Numbers to 0000 may be 
strung on poles 125 feet apart. 

In splicing heavy wires the enclosing sleeves should be used. 
They are obtainable in all sizes and for copper or aluminium. 
The use of special tools for twisting these joints greatly facilitates 
their preparation. No solder is used with them and consequently 
there is no weakening of the conductor due to annealing. 

The wooden pole groups described in Chapter III arc the nest 
steps in increasing the strength of the pole line. Of these, the 
A-type may be conveniently assembled before erection. Coii- 
si.sting as it docs of two poles bolted together at the top, with a 
spread at the bottom of about one-eighth of its height, with a 
double cross-arm bolted through and through, the whole unit 
lies in one plane and can be assembled flat upon the ground. 
It is raised by horse-power as it is twice as heavy as the single- 
pole conetrui'tion. Any work that can be done before raising, 
such as fitting, assembling, etc., is much more easily, quickly, 
and efficiently done if it is completed upon the ground. With 
some more elaborate structures it is found preferable to do the 
fitting upon the ground and leave some of the fastening to l>e 
done after the parts are up. With two parallel poles interbraceti, 
the erection may occur either before or after the bracing and 
placing of cross-arms, as determined by the convenience id 
handling the increased weight of the combined parts. When 
raised individually, especial care must be taken to secure proper 
alignment of poles, spacing, etc. Cross arms should not be bored 
until fitted after erection in this casie. 

\\'here the second or third poles are used as braces, nitlier 
than as part of the tower proper, they may be fitted before 
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erection, but final adjustment should be made after the pole ]» 
in place. 

Perhaps the most convenient method of handling the double 
A or ridge pole tower is to assemble the two halves, each con- 
sisting of the two poles which are parallel, bracing the poles upon 
each other. The two halves may then be raised separately and 
the pole tops brought together and held by means of blocks 
bolted upon each aide at the top. The cross-braces, struts, tie- 
rods, and cross-arms are then added. In general, well inter- 
braced members of a tower may be handled together if it is 
deemed desirable to do so. 

Iron or steel towers are shipped in a completely disassembled 
CDndition, but they are generally fully assembled before raising. 
Take, for instance, a four-cornered windmill tower type. One 
method of handling it is to assemble it by parts. The four corners 
arc laid out in pairs and all stays and braces added to each 
pair. Each of these two opposite sides is then stood upon edge 
with tops together and bases separated by the proper amount 
for fixing the cross braces. These are then added, completing 
the tower. All this should be done upon the uphill side of the 
site. Or when the cross bracing is so designed as to make only 
a few tie points between corner .posts, the tower may be asKcni- 
liled in quarters, the quarters into halves, and th^ halves into a 
complete unit. 

The towers are then fitted with cross-arm pins and the insula- 
tors even may be cemented in place. 

Insulators, if built in several pieces, should be cemented together 
by the. manufacturer before shipment. This is always tlone 
unless the purchaser especially states his contrary desire. It 
insures better and more uniform results to have this done. If 
they are too heavy for convenient handling, they may be obtained 
in parts, however, to be assembled upon the ground by the 
purchaser. Neat Portland cement is generally used for this 
purpose. 

For wooden pole towers, the setting of each leg may be done 
as already discussed for single poles, as regards base plate, con- 
crete base, etc. Occasionally serious difficulties are met. One 
of the most unique methods that has come to the author's atten- 
tion is described by Mr. R. D. Mershon in Trans. A. I. E. E., 1907. 
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The wooden A-type of tower was used by the Niagara, Lockport, 
and Ontario Power Company in crossing the Montezuma swamp. 
No ordinary method of setting the poles seemed fe&sible so that 
a surface setting was determined upon, A giant cris-cross was 
constructed of four line poles and placed flat upon the ground. 
The base of the erected A-frame was spiked to this structure 
and both legs were braced from about the one-third point in each 
way in the direction of the line. This large base gave stability 
which was very materially increased by fastening large plank 
boxes upon the ends of each pair of base poles and iilling them 
with stones. 

With metal towers, the moat permanent construction is 
obtained when concrete bases are prepared for reception of the 
legs. These bases must partake of the nature of anchors as weL 
as base plates. A heavy side strain upon a tower tending to lip 
it over imparts a downward pressure upon two pedestals and a 
lifting strain upon the other two. The magnitude of the upward 
pull is a function of the size of the base of the tower from side lo 
side. A tower with small base will pull up much more readily 
than one with large spread. 

A large reinforced concrete base. plate (say 4 feet square by 
1 foot thick) buried 5 or 6 feet in the earth will give a very secure 
foot plate. Angle irons may be imbedded in such a plate and to 
them will be fastened another angle iron running to a point above 
the surface of the ground. This corner anchor iron ia protected 
by a heavy concrete body giving more weight and strength lo 
the anchorage. These pedestals are built directly in place, of 
course, and are accurately spaced and set to grade. The angle 
iron extending above the ground surface is the stub to which the 
foot of the tower will be secured by bolting. Corner or angle 
towera, end towers, etc., must be set with larger anchorages. 

Concrete construction is not considered necessary in all cases. 
In fact, the reverse is the case in a great majority of instance*. 
A very satisfactory setting is accomplished by using a stub con- 
sisting of an angle iron secured to a metallic foot plate. Thb ia 
carefully buried in heavily tamped earth or surrounded by rocks. 
The metallic bed plate, even, may be done away with if hea^'y 
cross pieces are used as anchorage and a substantial stone set for 
the foot plate. When concrete is not used for the standard 



AERIAL LINE CONSTRUCTION. 113 

towers it should be used for corner towers, extra length 
spaas, etc. 

In erecting (see Figs. 50 and 52) the two legs of the tower which 
are resting upon the ground are situated near their stubs, having 
l>een assembled in that position. Each one is securely bolted to 
a roller. The ends of each roller rest in sockets in a trunion which 
is staked to the earth securely enough to stand the severe strains 
which come upon them in holding the tower foot in place as the 
structure is raised. A pole mast is erected, from the top of which 
block and tackle running to the tower give the means of pulling 
the tow^er to a vertical position by using horses upon a straight- 
away pull. The rope should run from the top of the mast to a 




. lot.— Movable A-nuwt, for 



pulley at its base in order that the pull of the team may be applied 
horizontally. The pole mast may give place to the A-mast. 

Without the use of a fixed mast, a movable A-mast is con- 
venient. This will consist of a well-braced A-frame of sufficient 
base spread to allow it to be fastened to the legs of the tower. 
Fig. 104. The two legs of the frame are then fastened as at CD. 
Ropes running from the upper part of the tower, B, to the mast 
top, .4 , are of fixed or adjustable length. Another rope from A 
continues to another pulley at E, any number of turns being used 
i)etween A and E as desired. The A-mast will move with the 
tower, being nearly horizontal when the tower becomes upright. 
It is neressary to have the angle between the vertices of tower 
ami ma«t not over 90° in order to allow for complete erection 
unless the di.stanre ,4flisadju8tiiblc. The distance EC should bo 
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very little greater than the radius AC. The legs of the tower 
are braced upon rollers as before indicated and side guys must 
be used. 

Various other methods are used for the tower erection. 

Back and side guys should be attached to a tower in raising it 
and should be manned and kept taut continuously. They, too, 
may pass through pulley blocks if it is considered necessary in 
view of great tower weight. 

Permanent side guys upon towers are unnecessary except in 
unusual circumstances. In case of very unstable conditions of 
foundation they may be permitted. It is customary, however, 
to rely upon the tower itself which is designed to give proper 
security. 

Guying forward and backward Js frequently practised, how- 
ever, in order to give greater strength to the line if conductors 
should break, giving an unbalanced tension of all cables upon 
one tower. When used it is installed about every five or six 
towers. 

The work of putting up towers is not handled by one gang of 
men, but is found to be easily divided up into several stages or 
steps — the number of gangs required depending upon the type 
of the tower used. Supposing the lines to be laid out, stakes set 
for towers, etc., the material will be shipped to nearest points and 
hauled out and distributed at the individual sites by one gang of 
laborers. If the towers all are standard with parts interchange- 
able, the sorting of parts is facilitated. With special towers, 
great care must be exercised in making the proper distribution 
of members as well as placing a given tower upon the site for 
which it is intended. In fact, all parts of a tower may beat l>e 
numbered an to the location in the line, thus individualizing it 
from the very first. Even in standard towers, this will avoid 
the likelihood of duplication of parts, etc., in the separation of 
the shipment before hauling. 

A secon<l squad of laborers will dig all holes for the corner 
anchorages. This requires that in setting stakes for the toweT3 
each corner must be located so that no farther measurements 
need Ite made by the hole diggers. 

Another .'<quad will set the corner anchors. This gang must 
be under the direction of a man capable of judging the foundation 
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viilue of the soil. Any tendency toward quicksand or marshi- 
ness will demand special care. If no plan of setting the founda- 
lions promises to be successful a last resort may be to shift the 
]M>sition of the tower. This should be done only upon the author- 
ity of the engineer in charge of the construction, and he should 
exhaust all ordinary expedients to avoid it. Frequently, 
however, a shift of only a short distance — a few feet — may greatly 
relieve the serious features of con8tri(ction upon quicksand. 
.\s the anchors are set they must be put in accurately at the 
required distances apart, in proper position for fastening to the 
foot of the tower and exactly to grade in order not to tip the tower 
or give it a skewing stress in forcing it into position to insert 
Ix.lts. 

One gang may be used to assemble the towers as far as can be 
ilonc without raising any of the parts, that is, with pieces lying 
flat upon the ground, A second assembling gang supplied with 
a little rigging may finish the task. This will include combining 
the parts into a finished tower. I'hey must be fitted, therefore, 
lu handle heavy sections, either quarters of the tower or perhaps 
halves, Cross-anns should be added by this squad. 

If insulators are to be attached before raising the tower, 
another small group of men is required for this duty. This, in 
particular, is a job that may be only half done and still look all 
right. Competent and reliable men should be used here. 

The erecting gang constitutes the next division, and to it falls 
the duty of erecting and fastening the structure. This is the 
heaviest work of the construction of the whole tower line. If 
two lines are going up side by side in order to carry two circuits, 
independently, the erection of one tower will give a mast for 
the erection of the second. 

The stringing of the conductor by linemen will be accomplished 
hy paying it out in full reel lengths. If there are to be three 
conductors upon a tower, all three will be strung out at the same 
time- They may be temporarily supported upon cable roUera 
to allow pulling along and tightening without injuring the cable 
or conductor surface. After being looseiy stretched one end of 
each cable is firmly anchored. Tension is applied to the cable 
at or beyond the second tower until it is brought to its proper 
sag and it is then anchored at the second tower. The other two 
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conductora are treated similarly and the liDemen proceed to the 
next span. 

In determining the proper sag, several things must be taken 
into account. If the conductor is aluminium, it must be given 
more sag than a copper conductor would require. Temperature, 
at the time of adjusting, height of towers, length of span, and 
relative altitude of towers, all influence the tension applied or the 
sag allowed (see Chapter X). When the amount of sag has been 
determined the conductor is pulled until the dip of the lowest 
point of the span brings it into line with points upon the two 
towers lower than the top of the insulators by the required 
amount. That is, if a sag of 8 feet was to be allowed in a certain 
span, the lowest point of the conductor would come into align- 
ment with two points, one upon each of the two supporting towere 
respectively, each point being 8 feet below the cable groove of the 
insulator. This is a much used method. 

Another and perhaps a little more logical procedure is to pre- 
determine the allowed tension upon the line for the known con- 
ditions. This tension is then supplied through a dynamometer 
and the cable is clamped in place. Here, too, the same features 
will govern in determining the tension as were considered in 
ascertaining the proper sag. It must be remembered, however, 
that the direction of change in altitude affects the pull. That 
is, a certain span upon a heavy grade will have a greater tension 
if it is measured at the upper end of the span than if it is measured 
at the lower end. 

Ties or clamps may be used in fastening the conductor to the 
insulator. A verj' secure method of tying in an upper groove 
is to pass the tie wire diagonally over the conductor along the 
top groove. Each end of the tie wire is then bent downwani, 
passed under the conductor, and laid in the aide groove half-way 
around. It then takes an upward sweep after passing under the 
conductor around which it is given several close turns in ending 
the tie. This is a very easily constructed tie and has given good 
service. 

Another tie partaking somewhat of an anchoring rather than 
a rigid tying is made by using two separate tie wires at each 
insulator. The first one loops around the insulator head and 
both ends are carried to a point of the conductor at a little dis- 
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tance from the insulator. Thp tie wire is then twiatpd about the 
iiiiiiluctor in a close spiral. The second tie wire in similarly 
applied in the opposite direction from the head. 

On the other hand, there are numerous clamps which give 
very sati.sfactory results. One of these, known as the Clark 
Insulator Clamp, is illustrated in Fig. 105 which shows the method 
of application. Figure 106 shows a clamp to be used when the 
conductor is laid in the side groove at angles in the line. Here, 
nnturally, the insulator is always inside the curve. 



Fig. 105. — Clark ilandBrd iiuulstor cUmp. Fio. 106.— Clark angle insulator clamp. 

In using the suspension type of insulator, the successive sec- 
tions are held together by links, short cables of special composi- 
tion, or by special ropes. If the latter can be protected by special 
treatment from rotting out they will probably prove the better 
support, as continued swaying and jarring crystallizes the metallic 
link and weakens it very materially. The links may be closed 
by bolting, clamping, or tying. The conductor is suspended 
from the lowest one of the series by a short link attached to a 
clamp which bolts securely to the conductor itself. 

This type of suspension may be applied in another way. 
Instead of a string of sections pendent from the cross-arm and 
acting as a swinging support, the aeries may be drawn up tightly as 
strain insulators, the conductor looping loosely below the arm 
and passing to the next span which is similarly supported from 
the further side of the same arm. The former method is prefer- 
able as the latter requires twice as many insulators, affords twice 
the leakage path to ground. Upon curves, however, the latter 
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method must l)c ii8o<l in order to avoid side swinging. The 
practipe is to use the first scheme upon st raight-aivay work and 
the second upon curves, or for other special reasons as l)raiicliins 
of circuits, etc. Even in straight lines, however, the strain tj'pe 
must be installed at intervals or at danger points. The units 
used for these different positions differ in shape, aa already shown, 
for weather protection. 

When a line is to be dead-ended, one standard plan is to attach 
it to a strain insulator set between two cross-arms as shown in 
Fig. 107. This method is good up to about 35,000 volts. The 
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Flo. 107. -Fin-type Xraui ii 

strain would easily crush an insulator unless caution is ob8er\'C(l 
in mounting the insulator upon the pin. The inner surface of 
insulator must make contact with the pin at the point directly 
under the wire groove, thus transferring to the pin by compres- 
sion upon the porcelain the entire strain taken by the support, 
(see Fig. 108). For strains of over 12,000 pounds the pull 
should be divided between two or more insulator.s, mounted 
cither upon the same cross-arms or upon poles, the one set a few 
feet back of the other. 

The link type of insulator very readily lends itself to this 
application of dead-ending. A numl>er of them may be placed 
m aeries, thus raising the insulation value to any figure desired. 
A very neat application of these insulators for dead-ending a line 



AERIAL LINE CONSTRUCTION. ]19 

at the power-house ia indicated by Fig. 109. The conductors of 
the Schaghticoke-Schenectady transmisHion line in leaving the 
power-house pass directly over the river. A3 the river bank 
hark of the station is steep, the leads run over the flat roof of the 
power-house and are dead-ended by strain type link insulatorw, 
tivo in series. The dead cables run directly to short lattice iron 
poles or stubs set in concrete in the side hill at an elevation ap- 
proximately that of the station roof and continue to anchors in 
the ground. 

The link insulators are inserted just above the back station 
wall and the conductors are connected to the lightning arresters 



Fu. 109. — AscborJDc the Scba^ticoke-Scbcnectady power liae ut the power-bouae. 

by pig tail.s from the live wires running down to the roof. The 
strain met here is only for the one span, however, aa upon the 
first tower across the river strain insulators of the same type are 
used in each direction, with the conductor looping below the arm. 

It has been the general custom to arrange the three wires of a 
three-phase transmission line at the vertices of an equilateral 
triangle. This ia standard practice in order to avoid unbalancing 
of the line itself and serious mutual induction with other lino.i. 
The cause for this arrangement is not difficult to understand, aa 
the arrangement of lines is wholly symmetrical in re.^prct to each 
other. 

With one three-phase circuit per line, this arrangement is 
generally accomplished by a pole top insulator with two more 
insulators upon opposite ends of a single cross-arm. The spacing 
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between conductors will thus be adjusted by raising or lowering 
the cro83-arin and shortening or lengthening it by proper amounts. 
Itoughly, the distances used may be said to be as many feet between 
conductors as tens of thousands of volta. Frequently, however, 
a spacing of G feet will be found with only 40,000 volta, initial 
construction taking into account a contemplated rise in voltage 
at a later time when the demand for power has increased. 

This arrangement leaves the conductors in an open relation to 
each other and each one is easily accessible for repairs. A siniJe 
line, being symmetrical, requires no transposition of conductors 
so far as its own power transmission goes. If neighboring con- 
ductors arc present the conditions may demand transposition in 
order to avoid mutual unbalancing influences or other inductive 
troubles. Where two three-phase circuits are carried upon one 
pole line or tower line, if it is desired to arrange each in an equi- 
lateral triangle, they may be ao placed by using two long cross- 
arms. One circuit is strung each side of the pole, either one being 
arranged with the equilateral triangle base downward or base 
upward, as is desired. It is probably preferable to have the lines 
adjusted symmetrically in respect to the pole, as this will give 
more nearly balanced cross-arm stresses. 

Very frequently, the triangles are arranged as two isosceles 
right triangles. In this case, one leg of the triangle is vertical, 
the other horizontal (along either upper or lower cross-arm) and 
the hypothenuse meets each arm at an angle of 45 degrees. 

Again, a single three-phase circuit may be carried upon a pole 
line with all three conductors upon one cross-arm, i. e., arranged 
horizontally in respect to each other. \\'hile with the suspension 
link insulator the conductors of two circuits may be carried in 
vertical relationship from the ends of the three cross-arms, one 
circuit upon each side of the tower. 

Wherever the arrangement of conductors is unsymmetrical 
either because of departure from the equilateral triangle or by 
the presence of two circuits in close proximity to each other, 
transposition of conductors is practised with a view to counter- 
balancing effects. The end sought is a rotation of conductors at 
certain specified distances along the line. If we speak of the 
three conductors as the top, right and left wires, one step in the 
transposition places the top wire at the right, the right wire at 
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the left, and the left wire at the top. This makes a one-third 
rolalion and must be repeated twice more to complete the trans- 
position. These three stepa are equally spaced along the line 
and occur with a frequency sufficient to give complete trans- 
position once in 1 to 10 miles, no well defined ideas of the needs 
being established. Each engineer settles the distance according 
to his own judgment. 

If two circuits are used, both are treated alike In the matter, 
stafgering the transpositions. 

Thia one-third transposition may be established without ioter- 
position of extra poles; the length of span may be reduced to 
20 or 30 feet; or, with normal span, an extra double pole may be 
used at the mid span, allowing for a one-sixth rotation to this 
point by bringing the left conductor to the top arm with the top 
conductor remaining there shifted to the right a little, the right 
conductor shifting part way to the left. The return to normal 
triangle with base down is made in the next half span, the one- 
third rotation being completed. 

When the three conduetora are arranged in one plane, this 
method of rotation cannot be accomplished between two succes- 
sive poles, as the wires would cross. It is, hence, necessary to take 
two spans, the first shift putting the conductors into triangular 
relationship, the second shift going back to the original plane, 
but in rotated position of individual wires. This may be done 
mthout shortening either span from what it would have been 
otherwise. 

The real necessity for frequent transposition is more noticeable 
in the maintenance of good telephone service along the right of 
way than in any other ways. Even in the one-plane arrange- 
ment of the lines the unbalancing due to non-transposition is 
not excessive for ordinary lines. The natural inference is that 
the precautions taken are more effective K they are located in 
the telephone circuit than if they are in the power circuit alone. 
Such ia the case. A telephone circuit situated upon the same 
pole or tower as the power circuit should run about 10 feet below 
the latter or even more if convenient. Frequent transposition 
of telephone mres will even then be practised. 

■Another precaution that may be observed is to keep the tele- 
phone wires as close together as possible. If they are strung 
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Upon a crosB-arm the placing of a ground wire directly between 
them upon the same cross-arm will be effective. 

The more nearly a line can be enclosed by a conducting syslem 
or network, the more effectively it is cut off from external (ii*- 
turbancee. In order to protect a line from lightning, the use uf 
grounded conductors is recommended. They .-jhould be of well 
galvanized or aherardized Bingle-strand iron wire. Barbed wire a 
short lived. Two wires will afford more protection than one, 
and when used they are placed upon the ends of an upper cross- 
arm. The increased height of installation over that of the line 
conductors makes them more likely to receive the stroke of 
lightning. The farther to the side each wire is, the more suc- 
cessfully it will protect the circuit from accumulated chargpii 
caused by storms drifting across them. 

When one grounded wire is desired for lightning protection it." 
position shoidd be above all other wires. It is best to run it at 
the pole top or tower top. It should then be grounded at everj' 
third or fourth pole, in the case of wooden construction, or at 
every pole with metallic towers. The latter will furnish, in 
themselves, the necessary grounds unless the anchor stuba are 
entirely surrounded by concrete. In case that the tower is not 
directly in contact with permanently moist earth, it may be 
supplied with artificial ground as in case of the wooden pole line. 

A protective ground must be good compared to the insulation 
of the circuit which it is to protect. Hence, along the line the 
ground wire need not be supplied with elaborate grounding 
devices. Near the substations, power station, etc., where cir- 
cuits enter machines the frames of which are grounded, these 
earth connections are more carefully made and their resistantes 
kept low. 

Xo one particular method of grounding has received universal 
preference. One method used is to bury a plate of copper or gal- 
vanized iron deeply enough to insure permanent moisture around 
it, connection being made to it by a grounding wire. Or 10 or 15 
feet of the ground wire itself may be coiled in the bottom of the 
hole before setting the pole. An equally frequent practice is lo 
drive one or more pipes into the soil, extending down into the j 
moist earth. These grounds, have, however, rather higher t^ ! 
siMtancofi than is dcHirable in many respects. Moreover, the value 
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of (he resistance varies quite largely. Pipes driven in ftw nearly 
identical conditions an possible will vary in rcsistfliice by several 
hiintired per cent. The individual resiatanee of one pipe vanes 
fully as greatly with change of seasons. The lowest conductivity 
may be expected in mid-winter when the ground is frozen. 
Sudden rises are characteristics of seasons of thawing or of heavy 
rainfalls. It would seem that with ordinary conditions the cycle 
passes through is a recurring one as long as the mechanical 
perfection of the setting is maintained. 

When increased conductivity is desired over that of one pipe, 
other pipes may be driven and paralleled therewith. These pipes 
should not be close to each other, but separated by 10 or 15 feet. 
If grouped together, the contact area of iron to ground will l>e 
multiplied, of course, but the area of cross-section of conducting 
earth is not increased by the same factor and the multiple ground- 
ing is only partially eflfective. 

In order to reduce the resistance variation above noted numer- 
ous expedients have been resorted to. Coke is buried around the 
plate or pipe in an attempt to enlarge the area of contact with 
the earth. Rock-salt is thrown into the earth used in tamping 
around the ground plate or into an enlarged hole around a driven 
pipe, which helps to retain moisture. Setting grounds in 
grassed plots is effective in increasing the conductivity. 

.-Va it is not possible to avoid crossings of transmission lines and 
public highways, railroads, telephone lines, or other transmission 
lines, extra precautions are sometimes demanded at these points 
ill the nature of guards, etc. Where there may be danger only 
of a conductor falling from its insulating support and swinging 
loose, as upon & curve, guard hooks are frequently installed. 
These are simply curved iron hooks placed upon the end of the 
cross-arm and extending upward high enough to catch the wire 
if it is loosened from the insulator, A cradle of grounded iron 
wire and strap iron may be constructed directly underneath the 
high tension lines. If the telephone lines are above, this cradle 
may be placed to catch a telephone line before it falls across the 
IKiwer line. It is preferable to have the power line above the 
telephone line at a crossing, as only a few conductors are carrietl 
uppermost; the power lines are less liable to break than the 
telephone wires, 
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The cradle guard should extend well across the line, road, eti- ., 
to be guarded and at a height leaving plenty of head room fur 
passing traffic — wagon or railway. Eighteen to twenty feet for 
wagon roads is none too much to count upon and twenty-five 
to thirty feet above the rails for railroad crossings. The dp- 



Fig. ilO. — Safety line disconnector, 

mands of other companies or corporations are sometimes fixed in 
this respect and compliance with their regulations required, both 
as regards clearance and length of span at crossing. 

The cradles themselves may consist of wire spans supported 
by four sturdy, well-guyed poles. Between these wires are swung 



Fta. 111.— High-touioninUlouUeta. Fio. 112.— Hi«h-teiuicHi w«U outlets 

cross pieces either of wire or metal straps tied together to main- 
tain proper spacing. 

The guard is sometimes reduced to merely three or four 
parallel wires strung from cross-arm to cross-arm of two poles, 
in a direction perpendicular to that of the power line. 
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The guards or cradles are usually grounded and contact with 
(hem by the live line grounds the conductor. If the guard is 
sufficiently high to allow plenty of room, dead grounding is not 
a requirement although it is always advisable. 



a wall outlets. 
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.\nother method of securing safety from crosses, live wires, 
etc., is found by installing in each end of the dangerous span a 
safety disconnecting device. As long as the span is under tension 
the devices hold the wire tightly. If the conductor breaks at 




—High. 



any point in the span, the release from tension allows a spring to 
throw out the hook of the device and free the parts from each 
other. The devices at each end of the span act similarly wher- 
ever the break occurs and the dead conductor falls to earth, 
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leaving only short ends hanging at each pole. The affair is 
shown in Fig. 110. 

ffigb-tenslon Outlets. — In bringing high-teniiion lines into 
buildings, a great variety of designs are found. Many of these 
show points of great worth, though, evidently, some of them owe 
their successful operation to lack of severe or unusual conditions. 
Numerous illustrations taken from practice are given in the 
Trans. A. I. E. E. of 1904. Figs. Ill to 118 show some of these. 




In general, there are points of support for the line both inside 
and outside the entrance. If such is the case, the outer insulator 
and its cross-arm will generally take the strain of the first span. 
The wire then passes through the opening in the wall (a) with 
no protection (Figa. 112, 118); (6) through a glass or marble 
plate with or without a small enclosing tube (Figs. 111,114, 115); 
or (c) through large tiles, with or without internal glass plate 
(Figs. 113, 116, 117). The outer insulator may be in the open 
or it may be protected l>y a special roof. 

The weak points of these entrante constructions have proved 
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to be that wherever glass, porcelain, or other material closely 
surrounds the conductor, the collection of moisture, dirt, etc., 
thereon will lessen its effectiveness. Capacity efTecta between 
the conductor and enclosing tubes change the electrostatic 
stresses and in some cases hasten rupture. In all eases just 
cited, the insulators are the regular line insulators. The outer 



Fio. 117.— Hicb-tHuion wall outbta. 

one is not capable of taking very severe strains. The weather 
protection is not sufficient in most cases. Fig. 118 being by far 
the best in this matter. 

For wall outlets which do not need to be closed on account of 
tennperature conditions, it is probably better to leave a large 
opening through the wall. An outer housing, with or without a 
floor, will be built to keep out rain and snow. The conductor 
will Ix! carried straight out through the opening, down through 

Goc«lc 



128 



ELEMENTS OF ELECTRICAL TRANSBHSBION. 



the floor to a BUpport and away to the pole. The high potentinl 
conductor of 40,000 volts or over should be increased in size in 
the section passing through the wall. This will, perhaps, necessi- 
tate the use of double insulators upon each side of the wail, 
allowing for a joint in the conductor between each pair. For 
very high voltages, the use of hollow 
conductors would be good practice 
in order to increase the surface, 
thereby decreasing surface tension 
and lowering losses and, at the sanie 
time, not wasting copper in the in- 
- terior of a conductor of much too 
' large cross-section. 

Where the outer housing is not 
considered sufficient enclosure on 
account of severe weather conditions, 
multiple discs of glass or porcelain 
may be used to close the wall outlet. 
In this case the outer ones may have 
larger openings than the inner ones, 
the intermediate plates having me- 
dium sized holes. The outer plate 
will thus protect the next one with- 
out at the same time approaching 
too closely to the conductor. The 
inner disc Js wholly protected. In 
the choice of material for this pur- 
pose, it must be remembered that 
glass is more hygroscopic than por- 
I'lu. iia— Hteh.ten»»nwttiioutiBto. celain. 

It is not necessary to have the outlets in the wall. In the 
most up-to-date construction the conductors are admitted 
through the roof or the cupola. The latter may be arranged much 
as in the cjiso of a wall, the housing being an extension of the 
cupola roof and side walls. 

A roof entrance is an excellent device. It is constructed self 
protecting as regards rain, etc. Two such are shown in Figs. 
119 and 120. The first one is built up of several open-top petli- 
coats with internal cylindci-M. It is mndc of porcelain and 
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weijrhs 180 pounds. Striking distance is 10 inchfs. Lino 
]>i>teiitinl is 00,000 volts. Tlie other illustration is of a two-piece 
iiisultitor with central hi-onze or copper rod. The jnaulator 
consists of a long bushing capped by an open-topped petticoat 
insulator. It is made of fibrous material. 



.\nother variation of the roof entrance i.s made l>y using a huge 
iile capped by speciai porcelain bustling with a aciies of 

The iiutdonr snpcrHtructurc from which the conducting strand 
is loci to the roof insulator may ho built of wood or of sli'uctural 
-;icoL If it is wcHKlen, precautions should be taken against fire 
risk. If it is metal, it whoidd be effectively grounded. 
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CHAPTER V. 
UNDERGROUND LINE CONSTRUCTION. 

There are several faults in aerial line construction which can 
be remedied ia part only. There are others which cannot be 
avoided while retaining this system. Sleet atorms, already 
mentioned and illustrated in Fig. 54, are in the former class. 
Heavy windstorms are often very destructive, not only direclly 
but indirectly by injuries the line may sustain from falling debris 
from trees, roofs, other lines, etc. These troubles are avoidable 
only to the extent that one is willing to add stability by increasing 
first coat. 

Malicious interference, troubles caused by myriads of bugs, 
or by large birds belong to the unavoidable class. Probably the 
foremost objections to the presence of aerial lines in cities, how- 
ever, are the three facts — pole lines are obstructions to traffic and 
to fire-fighting in congested portions of the city and they are 
universally unsightly in spite of all attempts to attain graceful 
curves in construction of the poles, arms, braces, etc. The 
further reality that generally no attempt is made to do more 
than establish mediocrity, except in cost, can leave no room for 
doubt of their undesirability. There would be less objection to 
them if it were possible to construct a line down one side of the 
street, with no guying, no cross-street connections, no servite 
spans running at all angles. This end can be reached, in a 
measure, by making all service connections by underground 
leads, running them from the cross-arms to twisted cables inside 
a pipe attached to the pole, thence into the basement of the 
building ser\'od. 

Underground Installation. — To do away with the whole aerial 
system is a very desirable thing in many particulars. So sali^ 
factory is the result that, in many place-s, only subterranean 
construction is allowed. There is increased cost and also in- 
creased difficulty of maintenance or repair where faults do occur. 
Extensions to the system become costly. The building of an 
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ojwn 8ubwa]r for stringing wires where they may be reached 
throughout their entire length is an expensive piece of business. 
Where the subway may be used for other sci-vice as well — 
steam-piping, freight traffic, passenger traffic, etc. — the expense 
may be justified. 

Small combined installations are sometimes built in this way. 
A covered runway is built, walled with brick or concrete, having 
an arched roof. The dimensions may be anything from just 
large enough for the cables and pipes at the top with room for a 
man to crouch below and creep from opening to opening to a 
f'iie where pipes may be Buspended from the roof by stirrups with 
brackets upon each side wall for the support of cables, feeders, 
or mains, leaving room for inspectors and repairmen to attend to 
their duties without undue obstruction or inconvenience. 

Protection to workmen requires that electric wiring in such 
tunnels be of insulated conductors. Abroad, a very small tunnel 
or trough is often used, being only large enough for the installa- 
tion of the conductors at proper distances, A ditch is dug, 
usually under the sidewalk, and the concrete trough laid. Im- 
IwUled in the concrete are iron cross-pieces arranged to hold the 
pins for porcelain insulators. Bare wire is installed. The trough 
is then covered, a concrete slab being placed upon it. Earth to 
a depth of 24 inches or more covers the slab. 

The Callender system of installing underground conductors 
provides a concrete bed of sufficient thickness to insure perma- 
nence, upon which cast iron or concrete troughs are luid. These 
individual troughs are large enough for several conductors or for 
Hilly single cables as may be desired. With cast iron construc- 
tion, however, the trough should contain all the conductors of 
one circuit (two or three as the case may be). With concrete 
troughs this is not necessary but it nevertheless is convenient. 
In the troughs are placed small bridges or supports for the con- 
iluctora, upon which the cables are merely laid. They are sur- 
rounded by melted asphalt or other bituminous substance which 
hardens in* place filling the entire trough and establishing a 
permanent insulation. The bitumen is fluid, however, and 
except for the bridging it would permit the conductor to sink 
i-lowly till it rested upon the floor of the duct. A cast iron cover 
(ur a slab of concrete) is used for the top which is cnrth-covci-ed. 
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This gives a soUti construction of great durability. It is neces- 
sary in case of extensions to lay new ducts (Fig. 121). 



The ICitison system hjis hocn used a great deal, but is 1 
iiisiiilicd tiijw only in modified form, .The conductors 
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iiisuluted from each other by ropes ami the bundle slipped into 
an irun tube. The tube was filled with an insulating compound, 
Kaih tube length was a complete unit in the system. Coupling 
Uixea were retiuired at each jimction and branches were arranged 
by three-way or four-way junction boxes. Where a general dis- 
tribution occurred, there was used a special construction. A 
cylindrical distributing box was supplie*! with bus rings for con- 
nection to the mains, P'rom these bus rings ran out the service 
lines, including positive, negative, and neutral and even pressure 
iriren by which the voltage might be read. 

The mains were laid directly in the soil about 30 inches below 
the surface. Service boxes were located at convenient intervals 
where service connections could easily be installed. 

Where now used, this system is better fitted for the distributing 
or service section of the installation than it is for the main trana- 
inL-ision of large amounts of power or of anj^thing but low 
voltages. 

Standard American practice of the day makes use of tubes 
or conduit into which the conductor is drawn after laying. One 
of these ia a thin sheet-iron tube with a cement lining. This 
gives a smooth interior for ilrawing in the cable. The thin shell 
of iron does not last very long, but after its destruction the cement 
nill remain as a protection. 

An inversion of this type is that in which a thin tube of iron is 
Rurrounded by a bed of concrete. The numl>er of such tubes 
in-stalled may be varied, concrete walls between them being of a 
thickness about equal to the radius of the tube. The outer plank 
ca.4ing is frequently left upon the concrete as a mechanical pi-o- 
toction against interference from workmen in digging ditches. 

For several years, the most approved practice has been to 
use some form or other of clay conduit. Its life is such thnt no 
account need be taken of deterioration except from weakening 
of joints or destruction by accident or carelessness. The body 
of the conduit consists of well-burned clays, thoroughly vitrified 
and glazed. It is made in single-iluct or multiple-duct form, 
iw will t>e seen in Fig. 122, by means of which any combinations 
may Iw .secured, (.'lay conduits were originally used only in the 
single-iluct form. It is octagonal in shape, externally, with a 
circular opening. It is laid in such a way .is to break joints, 
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successive layers resting directly upon former layers (Fig, 123.) 
A cement mortar binda the mass together. The individual 
joints are made, as in the case of multiple-tluct conduit, by taping 



Fio, 122.— Standtttd ft 



with burlap and cementing. A mandrel is inserted at the joint 
to insure alignment, and also to keep particles of cement from 
entering during construction. A later improvement of thia tyjio 
makes use of self-aligning units. This end is attained by manu- 



fjii'turing the two ends, the one with a projecting lip all the way 
around, the other with a corresponding cavity. With this, no 
mandrel is reciuired, though it is generally used as a precaution; 
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flic jnint is nmrp (|ui(kly f-omplolni jiihI it is hotter aligneil. 
Tills iiiakos a smofuhor iiitrrinr when handling the cabie, a 
(lociiled gain. The self-aliRiiing conduit and the form of mandrel 
usod with it are shown in Fig. 124. The mandrel ia of wood and 
is ;10 inches long, a section of conduit being 18 inches long. The 
mandrel has a special socket end for grasping the pull rod when 
.the latter is extended through tlie last laid section of conduit to 
pull the mandrel forward. This forward pull will then clean out 
all foreign matter in the tube. 

Whenever a number of ducts are required, it is cheaper, more 
rx|)editioUfl, and more solid in construction, to use multiple 
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ducts of two, three, four, six, or nine compartments, or combina^ 
linns for the result desired. Two-duct and three-iluct units are 
of standard length, 24 inches. Four, six, and nine-compartment 
conduits are 36 inches long. Special lengths are obtainable for 
use in breaking joints, entering manholes, etc. 

Table XIX gives the manufacturer's data upon one group of 
conduits known as the Standard Vitrified Conduits. 

The openings are round or square as desired, although the 
Rjuare opening ia much to be preferred. There is less friction in 
drawing in the cable with a flat bottom opening. The cross-sec- 
tion of a square duct may be more nearly filled, as it is especially 
difficult to draw a second cable into a round duct because the 
tendency for the first cable to coil ia so great. Even when a 
second can be drawn in the friction is much increased and may 
injure the sheathing or insulation. The entrance of a third 
cable would generally be absolutely impossible. 
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Table XIX.— Data on Standard VitfiBed Conduit. 



Ilimnuioii I)tm«iH>ai 






AVith square openings this spiral eoiling is opposed by the shape 
of the walls. Not only, then, ean the square hole be more nearly 
filled, but it is of a greater area of croRS-sec'lion to start with for 
the snnio outer dimensions of the duct. 

The tre'm-h dug for laying conduit should l>e of such depth 
thiit the completed installation may he covered with 24 inches of 
soil. They should he laid out in tut nearly straight lines as pos- 
«il>le and when finished are graded to street slopes if this allows 
a proper drainage toward the outlets. Any interference of other 
subterranean piping, jis of gas, water, sewers, etc., should l»e 
avoi<leil by preliminary design, when location of those are ohtain- 
al>le from city or oijcniting company. \\Tiere this is impossible. 
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iltio to im-oiiipli'lp iTcnrilH, s]KH-iHl coiiHiruclioii or cltitiiKC^ from 
t lio oi'igiiiiU grtidcrt will iiwd to be iiiiule jiftcr work haa dcvelupt'ii 
far enough to furnish these data. Piping uncovered during con- 
)<t ruction tihould be braced and supported carefully to avoid injury 
ami consequent damage claims. Depending upon the nature of the 
t^oil, shoring may be necessary to prevent caving in or pumping 
may be necessary to keep water from standing in the trench. 

Whore ditches interfere with traffic, crossings should be es(al>- 
li.ihed of a -substantia! and safe character. These may bo of a 
jK)rtable type, to be shifted from one place to another an dosir. 4. 
The foundation laid is best made of concrete. A 1 : 3 : 5 mixture 



Tia. 125,— EKeinal key type of conduit. 

tif natural cement, sharp sand and gravel, or small-raesh broken 
.--tone is suitable for this purpose and should be laid in lengths 
of over 100 feet at one time. The bed should be 3 or 4 inches 
«lt*ep and of a width depending upon whether side concreting is 
to be used. If not, the foundation will be of the same width as 
the conduit. With side concrete, it should extend about 3 
inches beyond the conduit line upon each side. This shoidd be 
laitl 24 hours before conduit is placed upon it. 

The conduit is then laid, using short lengths at the start, in 
.such a way that adjacent tiers break joints. When laid end to 
end the conduits should fit squarely and be in perfect alignment. 
The <lowcl pin holes or key ways must correspond to each other 
accurately. There are two ways of keying successive lengths into 
alifcninent. In one method there are dowel pin holes placed in 
the en<ls of conduits in the center walls. The other makes use 
of rilots of square cross-section placed cornerwiae in the external 
hotly just opposite each inner web or partition. These slots are 
oiwn an<l one corner of the key uso<l will extend to the surface 
of the tile. The construction can be seen in Fig. r2.5. 

The latter type has certain advantages. A key may be easily 
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inaertpd in tlip cxtcrnnl walla whilo difficulty irt experienced in 
inserting it in a partition iind pntting in place the second conduit , 
In removing a broken section of a completed system for repairs, 
as may occur before the cable is drawn in, the dowel-pin type 
must be spread at the joint enough to permit sawing the pins nr 
the section must be demolished with danger to adjacent aections. 
The new section cannot be held by dowel pins. 



Fio. 1'26. — LayiQB multiple-duct oonduit. 

The external key type has a lug in each slot which keeps I ho 
key from entering one slot too far and leaving only an inch or so 
in the other section. This lug is easily removed by a light blow 
upon a chisel. The key is then slipped back into the slot, the 
olher keys similarly manipulated, and the section is removed. 
A good section replaces it and the keys are slid forward into each 
end and holds as firmly as before. 

When the conduits are thus assembled with pins or keys, 
a 0- or 8-inch strip of burlap having been placed under the joint 



UNDERGROUND LINE CONSTRUCTION. 139 

if wound around the joint to prevent any foreign material from 
filtering, and a seal of cement mortar is applied. As the conduits 
are roughened near each end, the cement adheres and holds 
firmly. This make^i the joint practically water-tight. 

Retention of alignment depends, however, to a great extent upon 
ihese dowel pins or keys. It should be noted, therefore, by the 



Fia. 1^7. — L4tyuis multiple-duct oDoduit. 

irmpector or foreman that two are inserted at each joint. The 
oniisaion of the pin will greatly facilitate work of laying and a con- 
.'tjint watch is necessary to insure proper InsertioUj especially 
where some effort is required or trouble experienced in placing 
them. 

Successive layers of conduit are laid at the same time (Figs. 
IM and 127) it not being advisable to wait for lower layers to set 
')cfore putting on the upper layers. The cement mortar applied 
tf) each joint is not sufficient to lend much strength to the joint, 
''onsequently, if it is allowed to harden and is then disturbed 
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by the pliicing of more ronduil , it will be cracked or IoOKenp<l ami 
will fjiil to oxtlmle moisture. AVheii the conduits are in plare, 
the side walls of concrete are tamped in, great care being taken 
to avoid diHplacing the conduits in either direction. These walls 
should be at least 3 inches thick. It is not universal practice to 
use the complete shell of concrete. Frequently the aide walls 
are omitted, simply laying the foundation bed and adding a top 
layer after the conduit is in place. In this case, the earth filleil 
in at the sides must be very carefully tamped. It should be put 
in before the concrete topping is laid. Whether side avails are 
used or not, there should be this top dres.sing or concrete slab 




of about 3 inches thickness to extend to the edges of the walls in 
the one case, or of the conduit in the other case. It is from the 
upper surface of this cap that one should measure in allowing for 
the :>4-inch filling of earth. 

While curves are to be shunned, especially If of short radius, 
there may occur instances where they are unavoidable even by 
changing the grade for a considerable distance back from the 
oli.itruction met. In such cases, the regular conduit construc- 
tion i.s slifrhtly flexible. In laying successive lengths, there may 
fH> a sniull bend made at each joint. Where this is not ((uiie 
sufficient special conduits are available of various lengths, cut 
at different angles. .\ few such are shown in Fig. 128. 
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.Sometimes cun-es may be avoided by the installation nf i\ 
manhole at the point in question. 

There are fiber conduits on the market alwo. Home of them 
are especially fitted for particular service. In selecting from 
these for regular conduit work there are several things to consider. 
Xo fiber can compete with clay in respect to insulation qualities, 
fire resistance, life, etc. But, generally speaking, fiber can attain 
very high values in these points and, in turn, out-point clay 
t-iimluit in other matters, as weight, jointing, curves, etc. This 
makes the use of fiber permissible. 

Table XX. — Orangeburg Fiber Conduit Dimensions and Weights. 



in ■ Socket foini 
1/2 Socket joiot 



I /"J Hleeve joini ' 



I SiHve ioint ' 



■■ Linwlurt '■ 



* Mode oD onlrT only. 

Fiber conduit is made in various sizes, from 1 inch diauu'li 
to 4 inches diameter. The duct is cylindrical and the walls ai 
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from 0. 125 to 0.5 inches thick, depending upon the method to he 
employed in installing it. Because of this thickness of shell, 
and its intrinsic lightness, it is made in 5-foot lengths for standard 
work, except in the case of the very smallest sizes which are 25 
feet long. Data are found in Table XX. There are three tj-pe3 
of joints used in the heavier conduits, socket joint, sleeve joint, 
and screw joint (see Fig. 129), The socket joint is 0,375 inch 
long and ia made by inserting in the turned socket of one conduit 




Fio. 129.— Types at fiber conduit. 

the correspondingly turned tongue of the other conduit. This 
length of overlap is sufficient for exclusion of mortar, dirt, eli-., 
and gives a fairly water-tight joint. It is generally laid upon a 
3-inth bed of concrete. Parallel ducts of the same layer ai-e 
spaced at 0,25 to 0.5 inch, being separated by the wooden teeth 
of a comb-shaped rack (see Fig. 130). Upon this and between 
the ducts is laid a concrete filling to a depth of about 0.5 inch. 
The stone used in this concrete must be small in order to allow 
for properly working it into the interstices. Gravel is very 
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satisfactorj'. The sueceasive layers are then added, being laid in 
exactly the same manner. Topping the upper tier will be a 
concrete layer about 3 inches deep to serve as a guard against the 
pick and shovel in case of later excavations. No special lengths 
of the straight conduit are manufactured. This is not necessary 
VcL-ause of the ease of cutting to measure wherever such lengths 



i'la: 130.— LiiyiD« fiber randuiU 

arc rr<)uired. A small, specijil, hand-power lathe is used for 
■■\n^ purpose, the cutting and the turning and fitting of the new 
joint being all accomplished in a few minutes' time. Instead of 
turning a new joint upon the cut ends, ii sleeve joint may be used. 
This sleeve joint is also used for reguhir work. The conduit 
ends meet squarely, a collar or sleeve having been slipped over 
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one Hection is atlvanceil to cover the joint. The sleeve is 3 iiic-lic^ 
lout;, a 1 , 5-iii(:h lap upon each section being considered suffit-iciit 
for all purposes. This type is laid similarly to the socket type. 
A screw joint is made for use either with or without fonc-rete 
envelope. This conduit is a little thicker walled than are tlie 
others owing to the depth requiretl for cutting threads. The 
joining is done by a threaded collar into which both sections jire 
screwed by hand. A li(]ui{l compound is applied to the threa<ls 
liefore iuseitiug which hardens and seals the joint. 



® 



Fiu. i;)l.— Fibcrj 



A conduit of thicknes.s reduced to 0. 125 inches has been given 
the trade name of Liiuiducl. As ita name implies, it is always 
use<l for lining concrete ducts and is embedded in much the Kanic 
manner as is the sleeve type. 

T-joints, crosses, caps, rcduccr.s, etc., are available fur con- 
struction, as are also two-way, three-way, and four-way jiiiict ion 
I«»xes or service boxes about 8 inches high and having a chuniLer 
of about 8 inches diameter (Fig. 131). 

The interior of fiber conduit is especially smooth and regular. 
Xo offsets can occur at the joints and no concrete can eiitfr. 
The material is tough, strong, and durable. It is incapalde of 
nuiintaining condjustion, continuing to burn only in an electric 
arc. Remaining 192 hours in water, the weight increa«eii liy 
al>out 4 per cent. Its low absorption taken together with its 
chemical stability in tho presence of acids, alkalies, etc., will 
give the conduit long life in underground work. In the hi<ih 
potential test a regular section of 0.25 inch thickness pimctureii 
al a little less than 30,(KX) volts when dry and at about 23,CKK) 
when soaked in water for 48 hours. 

f'oniiiared with other conduits, fiber is much the lightest and 
most easily and expeditiously hamlled. Freight and hauluKf! 
are therefore low per diict foot. The conduit is quickly aiiil 
securely laid, jio wrapping of joints being necessary, and work 
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fta. 132. — Concreto manbolc 
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progresses rapidly. Breakage is reduced to a mimmum, being, 
upon an average, lesa than 1 per cent. Broken or crushed sec- 
tions may be cut and the undamaged parts utilized. The spat-c 
occupied by this type is somewhat less than for clay and there 
is a saving in excavation. 

Manholes should be established at intervals of about 300 feet. 
This corresponds to a city block in many localities and is departed 
from in either direction in order to place manholes at streets ' 
intersections. With long blocks or crooked streets, an extra 
opening at the middle of the block is advisable. They are con- 
structed of brick and concrete, or reinforced concrete alone. 
They should be 5 to 8 feet deep and with sides 4 to 6 feet high 
before arching. They may be square, oblong, octagonal, or oval, 
aa best suits the situation. Square corners are hard to turn 
properly with cables, however, so the other shapes are most 
frequent. A good concrete construction is shown in Fig, 132 
for three-way service. This illustration is taken from a publica- 
tion of the H. B. Camp Company. The concrete floor should be 
at least 6 inches thick. The walls are 8 inches thick. The main 
inside dimensions are 7 and 8 feet. The general shape is a dis- 
torted octagon. The floor is laid so as to drain toward the center, 
where a screened opening in the floor is left. This will be occu- 
pied by a sewer connection. A back trap should be inserted in 
the drain pipe to prevent overflows from the sewer. 

At the cable entrance the concrete walls should be rounded off 
to prevent abrasion of the armor or insulation in passing it over 
sharp corners. 

The roof is fiat, being supported by I-beams or channel beams. 
An arched roof is wasteful of space and requires deeper setting 
of the floor in order to obtain the same wall space. The thickness 
of the roof will be 10 to 14 inches, depending upon the dimensions 
of the chamber. 

If desired, with the use of I-beams, arch blocks may be used 
in roofing. These do not rise high enough to cause any difficulty. 
They are of hollow tilo, arc light, strong, and quickly placed. 

Cast iron covers upon a cast iron frame set in the concrete rwi 
will close the manhole. 'J'his cover is at street level and takes 
directly the weight of traffic over it. The opening is about 30 
inches in diameter. If a two-way manhole is desired, the 



UNDERGROUND LINE CONSTRUCTION. 147 

above design could be narrowed down making it symmetrical to 
a i.enter line, each' half being like the left han<l part of the 
figure. For a four-way connection, it would probably be widened, 
each half partaking of the nature of the right hand half, or even 
Wcoming a regular octagon. 

With brick walla it is preferable to use a vitrified glazed brick. 
The walls should be 12 inches thick and carefully laid. The 
floor and the roof wil! be laid in much the same manner as before 
(lestribed, as they are of concrete. The outside of the walls 
i'hould be plastered with a good cement mortar. 

-Vs soon as the construction is complete, the ducts should be 
riidded. This consists of inserting jointed rods, connecting it 
-•icflion by section (see Fig. 133) , and pushing it through from one 




manhole to the next, \ wire or rope is attached to the end of 
the rod and pulled through to the second manhole, the successive 
Wftions of rod being disconnected as they are pulled out of the 
Uutt. Then a wooden mandrel is drawn through. It is about 
a foot long and is slightly smaller than the duct opening. This 
LH done to insure an opening of full cross-section throughout and 
aid in removing any possible particles of concrete, stone, etc. 
It is sometimes followed by a steel brush. 

Attached to the last cleaning instrument used is a long steel 
wire which is left in place in the duct for the purpose of pulling 
in the conductor when it is to be installed. 

This rodding is done by the contractor, as it is his test of free- 
dom of the duct. It should not be delayed till installation of 
caMe is desired, as any obstruction will mean delay of work. 
It should be clone after each section is complete from one man- 
hole to the next, hicluding covering. This will show whether or 
nn| the tamping of earth or concrete about the conduit has dis- 
lilaced any of the sections and broken the joints. With multiple 
duct conduit the satisfactory passage of mandrel in one or two 
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ducts of each tier is not enough. Each duct muat be rwlded, 
anyway, in order to put in the drawing-in wire and it should be 
given the same clearance test as the first duct is given. 

Interior construction of the manhole varies from elaborate 
provisions for carrying the cable to none whatever. fSiile 
brackets are sometimes attached to the walls and support cable 
racks. A simple and sturdy form of these is shown in Fig. I'M. 
They may be obtained with spacings between racks of 6 or S 



Fm. 134, —Tbc Cop« cable rack. 

inches, and spacings between cable centers of 3 or 4.5 inchw- 
They will support from 51)0 pounds to 10(K) pounda each. 

The woaki'st point in the high potential underground systeiii 
is the manhole. The cables are insulated, lead covered, anil 
ifiolt^ted in the conduit ducts. But, upon entering the manhalr. 
they are massed about the walls, carried upon racks or insulator?. 
and are in dangerous proximity to each other if trouble onre 
occurs. The result often is that, as soon as the arc starts, in 
such a location, all of the cables passing to the manhole air 
afffctcd, liciug ftniuiidod or peihaps destroyed. 
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A more recent development which 13 useful in such installa- 
tiunrf makes use of a special terminal conduit for the manhole 
rritrance. It is flaring in shape with much thicker walls and 
piirlttions at the open end, Thia serves to separate the cables 
siimewhat from each other. The coniluits themHolves may lie 
separated, further increasing the distances Iretween cables. 
Kipire 135 shows the idea of this, as well as illustrating the special 
terminal conduit. To complete this construction, slate shelves 



may be placed around the entire wall upon the level with each 
'I'li't. The cables coming out upon these shelves are lient to one 
■•i'le and are wholly supported by them. P"igure 130 shows how 
"if shelves separate successive layers of cables from each other, 
\Hen it Ls desired to further protect from each other a<ljacent 
Citliles upon the same shelf, a very flexible and handy construc- 
ii<>n is provided for by the use of short length single duct conduit 
(vertehne) split for assembling. The lower halves are placed 
tiM i)y simply lifting the cable and slipping the half vertebra into 
i'lucc. The upper ones are then put on as a capping. They are 
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of the self-centering type bo that successive sections hold alifin- 
nicnt and the whole cal>Ie is protected. Moreover, the longitiuli- 
nal splitting of each vertebra is accomplished in such a way that 
the two faces of each piece are not in the same plane and ihe 
upper half seats firmly upon the lower half. The details of thci^p 
vertebrae and their assembly and use are -shown in Figs. 137 and 
138. 

When the Edison tubes are used, the service lines may he 
taken off at intermediate points along the line. In fact, wher- 



Fiii- i'-iQ. — enable Bupport in DoaoboleA. 

ever a junction box is necessary — that is, at any joint — a service 
box may take its place and leads go therefrom to the customer. 
When clay conduits or fiber tubes are used, this is not an ei'O- 
nomieal way of installing. 

In the latter ca.se, service mains are run from the manhole!^ 
through service ducts of single tube conduit. These eonduiis 
are laid as an upper layer upon the regular conduit, if desired. 
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Thpy leail to sorvifc boxos iilniig the lino lictweeii mnnliolcs, 
;init from these points the pustomer's lends arc tukcii. Boxca 
are spaced at from 100 to 200 feet. 

The service boxes are, in a sense, small manholes. They are 
constructed in much the same manner, but are only about 
3 feet square and deep enough to reach the bottom of the service 
conduit. Three-inch flooring and 6-inch walls are sufficient. 
The same precautions must be taken against entrance of water 
through walls as are practised in manhole construction. In 



FlQ. 137.~Detaih of vertebral coniluit. 

'Iraining, however, the floor is level with the duct and hence, 
with a proper slope, the service boxes and the itucts also will 
empty into the manholes, which, in turn, drain into the sewer, 
as Ijefore indicated. 

Ventilation of all subterranean passages and openings is 
necessary. Workmen cannot remain in the manholes, if good 
■iir is not provided. But even when work is not in progress, 
precautions of some nature must be taken or there will be a 
Eradual accumulation of gas in the chambers from leakage of gas 
mains and sewers through the surrounding earth. When such 
an accumulation has occurred, a destructive explosion is immi- 
nent. The gas may be fired by arcs between cables, electro- 
static sparks, a workman's lantern, a lighted pipe, or any one of 
tnany possibilities. The destructive effects sometimes are well 
nigh incredible. 
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This vpiililalioii n»ny lie ju'com|)lisho(i liy iiK'aii.s of luuiinil 
<li-;ift provided by sloping the wmduit Ixjtivcen niHiiholcs mi'l 
leaving open vents in the manhole cover. A more relial>li' 
method is to force ventilation, although this is not always 
neceasary. By sealing the manholes by double covers and forcinK 
air into the pasaages, a pressure slightly above atmospherii- 
pressure may be maintained without great loss. This estali- 
lishes an outward pressure which overcomes the tendency towanl 
gas accumulation. 



Drnwing-in the cable is a step in the construction where miirli 
damage may be done without immediately recognizing it. 

The cable ways must l>e smooth and regular, with no burrs 
or blisters upon the conduit, no concrete himpa projecting 
inwardly at the joints, no sharp turns or bends, no offsets. 

The presence of these faults will prove injurious to the Iea<l 
sheathing of the cable by .scratching it or marring it and lowering 
its value as a protection against moisture absorption by the 
insulation. By far the majority of breakdowns of cables can l>e 
laid to this cauwe. The sheathing may be injured even before 
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I'literiiig (he duct by iiieautiuus handling as it in lead into the 
niariholf. 

When ready to install the conductor, the spool upon whith it 
is wound shoul<l be mountetl upon an axle in such a position 
aliove the manhole that the cable leaving the spool will deecctid 
without much bending into the manhole. Here it should be 
passed around a large drum of sufficient radius to avoid straining 
ihp lead sheathing or the insulation. From this it will enter the 
(luct where a workman must guard it from injury by abrasion. 
The rope or wire left in the duct for this step is attached tc 'he 
pud of the cable and they are gradually pulled through the duct. 
The drawing-in rope is wound upon a windlass drum, the force 
liping exerted by workmen. This is more easily and quickly 
ciintrolled in case of accident than if horse-power is used. The 
windlass is placed in or above the second manhole and the ducts 
are thus filletl successively. 

If it is desired to place two cablea in the duct, a second leading 
in rope should accompany the first cable into the passage to do 
duty after the removal of the original rope. 

Electrolytis. — Underground cables drawn into any conduits 
are always lead covered, because this metal is not chemically a 
very active substance. So far as chemical corrosion goes, it is 
therefore quite satisfactory. It is easily injured by electrol- 
ysis, however. If stray currents from railway lines are present 
ill the earth immediately surrounding the duct, or if induced 
nirrents are found there, at whatever points the lead cable 
sheath is grounded, there may be currents entering or leaving the 
metal for the earth. These grounds may be due to moisture in 
the conduits at the joint, broken conduit walls, foreign matter in 
the duct, etc. The passage of such a current into the metal and 
itit acting as a conductor cause no injury whatever. But at a 
later point the current must again leave the sheathing and here 
the lead is attacked and is carried away. Continued action of 
this nature will render the lead covering of no value, the insula- 
tion will deteriorate and the conductor will become groumled, 
CoQtractor's Duties. — Contracts for the laying of an under- 
ground system usually state that right of way is to be secured 
hy the company while the contractor will obtain whatever other 
permits are necessary. The contractor will furnish all materials 
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except conduits, manhole and sorvicp box i:a.stinfis, and racks or 
shelving, I- or cliannel-beanis. His responsil»ility should i-ovcr 
proper street guards, bridges, rcpaving, quality of materials , 
street obstructions at fire hydrants in drainage, etc., damage to 
materials or to outside parties and property. His work shouhl 
be definitely stated in detail and he should give bond. 

The engineer for the company directs the order of the work, 
the location of the system, manholes, service boxes, etc. He 
inspects material, passes judgment upon workmanship, celerity 
of work, and any alterations found to be necessary. His author- 
ity is to be recognized by the contractor. 
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CH.\PTER VI. 
SWITCHBOARDS AND PROTECTIVE DEVICES. 

Switchboards. — The evolution of present electrical engineering 
practice is nowhere more strikingly exemplified than it is in the 
tievelopraent of the modern switchboard. 

\o thought was given to controlling devices or protecting 
devices until the matter was thrust upon the engineer. The 
first installations consisting of small low voltage units used for 
dLstribution of current to short distances demanded only little 
in this direction. Generators placed near the walls were wired 
a.<4 simply as possible. The leads would run to walls or ceiling 
ami were carried upon glass or porcelain knobs. The switch in 
the main line might be upon the frame of the machine itself 
(Kdison bipolars). A line switch might be placed upon the wall, 
l>eing a second switch in the series or being the only one in the 
line. Field switches were similarly placed. The wiring was 
open and ran as directly as possible. Where meters were in- 
.'italled, they were grouped upon the wall with the switches. 

-\a machines increased in size and in numbers, the massing of 
suitable switches and instruments upon a wall became very 
troublesome. Conductors had to be carried under and over 
other conductors. They looped about instruments or passed 
them in close proximity. They interfered with each other and 
with the switches, etc. Meter readings were erratic and unreli- 
able. Partial relief from these troubles was afforded by moving 
the supporting frame or wall out from the wall of the building. 
X special wooden panel was constructed allowing the wiring to 
le done in its rear- Wires passed to the switches between the 
-lata of the frame-work and no holes were needed tor the con- 
ductors. -Ml machines installed were isolated, no paralleling of 
generators being practised. Kach unit, then, consisted of a self- 
excited generator demanding certain switches, or a separately- 
escited generator where generator and exciter were independent 
of all other generators and exciters and demanding their in- 
dividual switches. 
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The raek switchboard haa been extenaiveiy used, but in later 
practice thin skeleton form has Ivei'ii 
abandoned for the original solid paneU 
with drilled holes for conductors. The 
wooden construction, which in tinic l>e- 
came very ornate, gave way to the 
uae of other materials not combustible. 
Slate, marble, etc., were used and re- 
main the foundation for supporting of 
switches today. Large slabs of the 
slate or marble were cut and fitted 
together. Frames surrounded the 
whole and holes were drilled wherever 
it was desired to mount instruments, 
etc. They were bulky, inconvenient, 
and inelastic. 

Still further progress haa brought 
into use the panelled slate or marble 
board supported upon angle iron frame- 
work or iron pipe framework. As 
satisfactory construction ns any for 
general work may be taken as slate 
body with "marine" (oil) finish, aduU 
black surface, the framework being 
made of iron piping. This gives a 
finish which is easily maintained in 
proper condition and is equally easily 
matched for extensions. It is a good 
color and lends itself well to the general 
effect obtained with the assembly of 
instruments, switches, etc. There is 
no glare of reflected high lights in the 
eyes of the operator or attendant. The 
uae of iron pipe frame insures ease of 
assembly, as there are no bolt holes to 
Fm. im— Tynirai fliipniotinji- be accurately placed, etc. Low coi^t 
is attainable and rigidity Is not sacri- 
ficed. The yoke fittings allow accurate adjustment and also 
flexibility or ease of alteration, if it becomes necessary, A typi- 



SWITCHBOARDS AND PROTECTIVE DEVICES. 157 

lal aUernating-eiirrent panel is shown in Fig. 139 and a modern 
riiilway board is illustrated in Fig, 140. Another departure, 
i;illed the benchboard, is that shown in Fig. 141, A board is 
.■'omelimes broken up into separate sections with apparatus in- 
)-talIed upon posts or peiiesiaZs. It is then called a pedestal board. 
The introduction of the practice of paralleling machines, 
Sirouping them upon common bus bars, the demand for inter- 
ihangeability in operation of generators or of exciters, the use of 
protecting devices in the circuits, all tende<l toward the standard- 
iifttioa of switchboar<l practice. Despite the difficulties, this 



FiQ. l«l.— Modeni raUway switchbuunl. 

tfndcney has produced very decided results and current pnictii'c 
can l>e divided into two cla.<58es. The first of those is the direct 
c'lilrol switchboard, in which the switches, rheostats, etc., etc., 
;ire all controlled by hand from the single switchboard consisting 
"f a.s.sembled units. The second class is the rcnidte conlnd 
■■<iiitchboard. As its name implies, all main circuit apparatus is 
'li.splaced from the switchboard to varied tii.stanccs and is con- 
trolled mechanically by levers, rods, gears, etc., pneuniHtically by 
fiimpressed air stored in tanks or electrically by motors, solenoid 
ifiilg, relays, etc., operated by low voltage circuits. In bolh 
typos, certain standard dimen.'iions have been adopted, the ImkuiI 
iK'ing divideil by vertical Hues into i<iiiich iiiul the |iaiicls bv 
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horizontal Imea into two or three parts. Manufacturers have 
thus been enabled to arrive at the beginning of standardization. 
Owing to the unending variety of conditions of station lines ami 
service, to say nothing of individual prefereni-es of engineers, 




switchboard practice cannot he standardized in the same sen.'^e 
as can other features of engineering construction. In all ca-'ics, 
however, the detail of its conslruction should be workerl out 
before the station plan is fixed upon, in order that due account 
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may be taken of any ducts, passages.chambers, etc., to be placed 
under the floor, supports and braces running to floor and walls, 
spacing of floor beams, design of foundation supports, and accom- 
modation of all devices used. 

Choice of type of control will necessitate striking a balance 
l)etween high cost upon the one hand and inconveniences and 
risk of injury upon the other hand. Some of these refinements 
and devices have become absolutely essential in the important 
work of today, where, a few years ago, they were considered as 
optional if not superfluous. This is due to increased bulk of 
power handled, increased intricacy of circuits, etc. 

The simplest conditions met in transmission of power is the 
case of the single generator-single line. They may be single 
phase, two phase, three phase, or direct current. The switch- 
l>oard for this service will consist of a single panel with switches 
thereon as well aa meters or apparatus controlling these devices. 
This is known as a unit type of control, for to a given generator 
corresponds a given line. When a transformer is interposed 
l)etween the two, the type is still unit. With increased number 
of such installations, this construction may be duplicated for 
each, and panel after panel added to the switchboard to accom- 
modate them. The increase in number of machines, if they are 
run wholly independently, will not increase the reliability of any 
one line. The service is just as subject to interruptions as it was 
before. Consequently, the units are generally tied together by 
leading to certain points common to the like circuits. These are 
known as bus bars (from omnibus). They consist of heavy con- 
ductors or heavy bars, generally of copper carried upon insulated 
supports and being of sufficient length to accommodate all con- 
nections and to avoid long connecting leads. When installed 
behind the switchboard, they reach the full length thereof. 
There are two places for making this parallel connection, namely, 
between the generator and the transformer (low voltage bus bar), 
and between the transformer and the line {high voltage bus bar). 
Bus bars are used in other parts of station wiring also to simplify 
and aid in transferring and to connect equalizer leads. These 
are called transfer buses and equalizer buses. 

The types of switches available for this work ai-e innumerable, 
but they may be classed as plain riisconiicclinij switches, opening 
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under no load, and circuit breakers, opening under load. They 
are air break and oil break, either type being nvn-aulonuUic i»r 
auiomatic. The automatic as desii-ed will act instantaneously, 
after a definite time has elapsed, or, being set for a certain time 
limit, its action will require a time inversely proportional to tlie 
demand made upon its carrying capacity. In regard to the time 
element required these are known as instarUaneous, time an<) 
inverse time. This time limiting ia preferably introduced throup:h 
relays. All switches which open automatically under load. 
including both air break and oil brealt, are called circuit breakers. 




Fw. 142.— l-T-E 



The simplest switch is the knife blade switch in which the bladn 
enfrages between two clips. This draws an arc between coppt*r 
clips and switch blade and injures each if a large current is slowly 
bi-oken. To avoid this, quick-breaking switches are designed for 
the lower cun-ents and circuits of low inductance and carbun- 
brcak switchen for heavier currents. In the latter, the last point 
(»f contact occurs lietween two carbon blocks An arc will not 
be long maintained there. When copper contacts must be of 
large area the multiple knife blade switch frequently gives pluce 



SWITCHBOARDS AND PROTECTIVE DEVICES, l(il 

to the laminated end-bearing switch in which the blade is con- 
structed like a laminated brush and is bent so that the endH seat 
upon two flat copper faces. Owing to the magnitude of the cur- 
rent carried by these, they are generally of the automatic type. 
The general principle of this scheme is quite well shown also by 
Fig. 142 of the I-T-E circuit breaker. The laminated bridge, li, 
rests upon contact plates A and C. Above .4, are shown two 
contact points paralleling the main contact, the upper one being 
carbon-faced and opening last. The trip coil shows at D and 
adjustment is made at P. 



Fio. 143.— Thrac-pole al tenia UnR-Funvnt oil awiuh. witli overload and \ow- 

vollace releasB- 

.V later type of breaker made by the General Electric Company, 
for use on direct current or alternating current circuits is of the 
general type shown in Fig. 143. The particular form shown is a 
triple-pole breaker with automatic release for low voltage as 
well as for overload. 

Any automatic devices are available, including low voltage 
release, high voltage release, overload trip and no load trip. 

The low voltage release is operated by a potential or shunt 
coil, while the overload or underload protection is secured by the 
U!<e of current or series coil. The main features of this circuit 
breaker in its varied forms are a laminated brush with end con- 
tact for the main circuit and the first opening; special infusible 
metal terminals easily replaced for a secondary opening; carbon 
tortninals for a third and last opening. 

When, upon the air-break switch or circuit breaker, there have 

been placed terminals of a material not easily affected by the arc 

11 ,-• r 
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drawn and not conducive to the maintenance of an arc, arnJ 
when a magnetizing coil has been arranged to blow out this arc, 
little more can be done to aid in its interruption of the circuit. 
The result is that for high voltages, long arcs are drawn and ihe 
rf)pening of the circuit ia not positive and prompt. By interpos- 
. ing between the switch terminals some suitable fluid heavier 
than air, additional effectiveness is attained. The most suitable 
Hubstance found is oil. This is the raison d'etre for the oil break 
switch or circuit breaker. 



Fici. I4i.— Trii)le-puk', double-throw oil swiich, remote eootrol, overload nknK 

'i'hc oil Hwitch is built in sizes ranging fi-om those used for S' 
amperes at (iOO volts to those used upon the largest power lines 
of highest commercial voltages. In the low voltage types, the 
HLnglc- double- or triple-pole switch dips into a metal tank filleil 
willi oil. The" tank may he divided into compartments by the 
use of insulating ni.aterial as partitions. This will avoid short- 
circuiting arcs under the oil. 

In (he larger size.-' there are separate compartments or Intiks 
fur the different poles of the two-pole or three-pole switch. 
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These are even separated by brick walls and thus practically 
isolated. 

They are mounted upon the back of the switchboard only in 
tile smallest capacities, in which case they are hand operated by 
It'vers attached to them through the board. Owing to the need 
fur economy of room the medium sizes and large sizes are dis- 
placed by at least short distances from the board and are oper- 
ated by various means. Figure 144 shows a triple-pole, double- 
ihrow breaker for remote control in which the motion is trans- 
mitted from lever to switch by rods and bell-cranks. The switch 



'iiiiy be hung upon the wall or upon a second framework similar 
til that for the switchboard itself. It may be placctl upon the 
lliiur, in a vault under the board or, when electrically operated, 
it may be placed at any distance in the station. The figure also 
"liuws the contact elements as consisting of double acts of clips 
Iftween which wedge-shaped copper blades engage. This gives 
ii double break in each line. The large sizes are more conveni- 
eiitiy operated by electric control. Small motors or solenoids may 
I* iastallcd upon them, which are controlled from the switch- 
'njard. These motors or solenoids take the place of hand control 
"niy and all emergency devices are retained for the operation of 
the circuit breaker. Various sizes and types are shown in Figs. 
U.Uo 148. 
Figure 145 shows a rather small hand operated oil switch of 
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the Westinghouse make. It consists of knife blades entering ilic 
rcKiilar switch clip, all being in a tank of oil. This type should 
not be used to open very heavy currents as the clips and blades 
are not provided with non-arcing tips. 

The second one of the breakere illustrated, Fig. 14G, ia a switch 
u.sed by the Lowell Electric Li^ht Company, Lowell, Mass. The , 
oil tank is removed. It is of General Electric manufacture, and I 




Fi,;. 149.— Konn K-.'S oil sHitch. ISO ainperea. aiOO volt*. 

is called a Type F, Form K-3 oil switch. It is rated at 150 
amppre.s and 25()0 volts. It will be seen by the cut that tlic 
manually operated hsindle controls, through toggle mechanism, 
the wedge-shaped tongue or projection which enters the open 
jaws above them. .\n automatic electric release is provided, 
being placed just between the two handles. As shown, this 
release has operated and tripiu-il the switch out of contact, 
allhough the handle is stilt at the "in" position. 

In Fig. 147 is a large lj0,000-volt type G breaker in the riliops 
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of tlio WoMtinglinuso FlliM-Ini; .iiid Maiiiifiu-tuiing rompiiiiy. 
Scparjitc tiink-s arc proviiietl for the three phaHOs. Lous, "''H 
iiLsulated leads come out through porcelain buahinga in the tops 
of the tanks. The operating mechanism is seen Mow the center 
(Hnk, being a lever worked by solenoid. 



Flo. 1«7.— aO.OOO-volt, type O. oU switch, eleclHcally upcratcd. 

One of the latest developments is shown in Fir. 148, being the 
oil switch built by the Cieneral Elei-tric Cunipany for the (ireat 
Western Power Company. It comprises three poles separately 
assembled in independent tanks, Housins.s ai'e pi-ovided for 
the mechanism upon each individual member and the whole 
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swilcli may be operated by a single hand Ifvcr mounted uixm 
suitalile framework. The bushings through which the lends 
enter the oil tanks are of the oil-filled type. This switch is a 
Form K-10, used upon a 110,000-volt circuit and is rated for 
100 amperes. 

No oil switch or circuit breaker should ever be installed without 
a complete realization of what service it may be called upon to per- 



Flo. US, -Form K-ID ofl i 



form. That is, n, certain switch which may properly be inslaMcil 
upon a 100-anipere feeder of a 250-kilowatt system may not I* 
utilized upon a 100-ampcre feeder of a 5000-kilowat t syslcm. 
The point to he remembered is that protective devices are expecteil 
to remain idle upon normal conditions of operation, but when ali- 
normal conditions occur, they must act to protect line and appar- 
atus including, if possible, themselves. The magnitude of the 
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ilcstructivc phenomena dcpeniU, not upon the iiumbpr of nni|>ur<'H ' 
a liue ordinarily carries, but upon the capiicity of the plant back 
of the line, the methods of switching, point of installation of 
switch, etc. For example, the breaker upon a 100-amperc feeder 
running from bus bars supplied by five generators will some day 
be called upon to open the line when the feeder is grounded and 
all five generators are ahort-circuited through it. This would 
Iw? quite a different matter from only one generator. The current 
rating of such a switch is, therefore, the value of current at which 
it is intended to operate normally without overheating or opening 
the circuit. A rise of some predetermined percentage in this 
current will operate the protective devices. But the kilowatt 
rating of the switch is that value of power which may be inter- 
rupted by the switch without damage to it. Operation upon 
much greater loads will cause more or less serious injury to the 
switch and may mean its utter destruction. This kilowatt 
rating depends somewhat upon the voitage of the system, being 
lower for higher voltages. 

The relays, already mentioned, may be described as auxiliary 
devices which will open the switches at predetermined conditions 
of circuit. By their use an energetic, prompt action is obtained, 
while delicate adjustments of limits are also possible. 

The overload relay, operating to protect the circuit in case of 
heavy currents, may be set for instantaneous action at a certain 
current value or it may be so arranged that a definite time must 
elapse before the breaker will open. The desired current limit 
may then be exceeded for shorter periods, but when the current 
has been at excessive values for this set time, the circuit will be 
opened. Again, the inverse time relay will act to open the cir- 
cuit it is protecting at a certain overload and with a given time 
element. If the current is greater than this permissible value, 
the lime element required for action is inversely proportional to 
the excessive current. A short circuit is thus opened instan- 
taneously. This type is a protection against over-heating of 
appfcratuH, as with greater overloads the heating is greater and 
the protecting device shortens the time the machine may cany 
the excess load. The action of this relay is secured by a bellows 
attachment or by the damping effect of a magnetic field. 

Reverse current relays may likewise have any time action 
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<lc»ii-ed. It ia preferable in the case of low voltage relays to 
have them act without time delay. They are generally so 
arranged. Reverae-phase relays to protect against improper 
connections are generally of the instantaneous type also. 

For high voltages, these relays are arranged for operation by 
current transformers or potential transformers upon the main 
line. The current thus derived serves in one type of relay to 
close, by solenoid, a local circuit from low voltage direct-current 
bus bars through the tripping device of the oil switch or breaker. 




-cloaiog relayB, operatim direct-current trip coila. 



The trip coil is worked by direct current. Where the low volt- 
age buses are not available, types are installed which, by excess 
current in the solenoid coils, will open a short circuiting contact 
normally closed across the tripping coil circuit and thus allow 
the current of the transformer to operate the trip. These 
details will be understood by referring to Figs, 149 and 150, the 
former being of the circuit-closing type with direct^current trip 
coil, the latter of the circuit-opening type with alternating- 
current trip coil. 

Remote electrical control of an oil switch is accomplished by 
means of a special single-pole double-throw switch. Closing the 
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switch upward will operate Ihrougli mntnr ami HprinjjH or lliroiigh 
Kulenoiii to close the broiiker. After i^ontuta ia made, the opera- 
t ion is automatic and cannot be stopped till it is completed. A 
sipial pointer or light will then indicate that the main circuit is 
closed. A red light is used for this purpose, indicating a live 
circuit. It is placed in a conspicuous position just above the 
control switch. Throwing the control switch in the opposite 
tUrection similarly opens the main line at the breaker and leaves 
control circuit conditions such that everything is ready for the 
later operation of closing. 




. — TiRuU-opeoinc ralBys. opemtius altenmtiag-ourrent trip mils. 



When the breaker is open, a green light shows on the switch- 
lK>ard just below the control switch. Figure 151 will give a good 
idea of these circuits and their operation. 

Fuses. — Where mechanical control of a circuit by opening a 
switch is not necessary, where the simple discontinuity of the 
circuit will introduce a sufficient element of protection, the leawt 
expensive form of automatic circuit opening device is, of course, 
the fuse. It is no more than a wire conductor of designedly low 
conductivity compared to the remainder of the circuit. It is so 
installed that it may be easily replaced. The wires usetl for low 
current circuits are alloys of varying proportions of metals 
including lead, tin, bismuth, etc. These are alloys with low 
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mcltiii;j points, and liptiro tlio wire or ribliou utfcil is niocliiiiiif:iIly 
large enough to bo easily hamlicd. 

However, the rating of fuse wires is much more accurately 
accomplished with the use of pure metals, especially those having 
higher melting points. When currents are of magnitude grfat 
enough to permit the use of copper or aluminium fuses, they nre 



+ - 




preferable to the alloys and will give less conducting vapor when 
blown. But the use of copper for such low currents as 10 or 20 
amperes would mean a very small wire or ribbon with torre- 
Bponding inconvenience in handling. Moreover, copper and 
aluminium are more permanent and constant in current carrying 
capacity than are the weaker alloys. The latter age to such an 
extent that their capacities will lower by large percentages in 
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time. \\'hcrever they arc instHllcd they should lie iiispccled 
frequently and replaced by new. This detoiiorution is caused 
by slow corrosion of the metal, due less to oxidation than to 
injurious gases in the atmosphere. This may progress continu- 
ously in ftmall fuses till the whole body of the fuse is rendered 
valueless as a conductor. Erratic behavior may result, due to 
the utrength of an exterior shell in containing a partially fused 
interior. 




As the blowing of a fuse depends upon the total heating or 
what may he termed the integrated value of the heat developed, 
they -should be rated in terms of current and can Iks made for 
any voltage. 

The actual result depends upon numerous incidental features. 
The amount of radiating surface may be <:hanged by changing 
the shape of croaa-section. A ribbon fuse will carry more cur- 
rent than will a round wire fuse of the same cro.ss-.soction, -\ 
fuse 1 inch long placed between large copper terminals will cool 
by conduction much more rapidly than it will if it is installed in 
lengths of several inches. An enclosed fu.sc, surrounded by a 
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packing of non-infinmmtililo iiiiit.<>n!il willvsiry in rapacity )n a 
direction inviTMC to that of tho cliangtt of teiiipcialuio. .\ir 
enclosed fuses are less affected by temperature changes. Opon 
fuses are very erratic in Iwhavior, if they are placed where thcy 
are subject to varying conditions of temperature, air circulation, 
etc. 

The enclosed fuse is frequently provided with an indicator 
consisting of a fine shunt fuse running to the surface of the con- 
tainer. When the main fuse blows the secondary will likewise 
fail, leaving a small blackened spot or "bull's eye" to indicate a 
blown fuse. The elements in construction of fuses for use with 



Fic. 153. — Eipubxm type of ruse. 

currents up to COO amperes are shown in the group of types of 
Fig. 152. The small drum-shaped centers of two of the illustra- 
tions are simply air-filled cylinders around the fuse. Another one 
illustrates the secondary or indicating strand, which comes to 
the surface of the enclosing cylinder at the center. 

A type of fuse called the expulsion type is shown in Fig. 153. 
The chamber at its base acts as a recess in which the gases 
collect when the fuse blows, the expansive force of these gases 
serving to expel from the tube the vapors over which the arc is 
maintained. 

In the installation of fuses for very high voltages the lengths 
must be increased to such values that arcs cannot be maintained 
across the space after the blowout of the fuse. When they are 
installed outside the power-house, long copper wires may be 
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used quite advantageously. Another type,4)unt by the Westing- 
house Company, is so constructed that upon the rupture of the 
fuse a spring operates to increase the dbtance between terminals, 
thus causing the arc to go out. 

Flexibility of Interconnections. — The system so far outlined 
may give parallel operation of all generators and all lines or 

i -H- # 
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Fiii, 1S4.— Fundamenlalswilchmg lystcma. 

feeders, or it may be carried only to the extent of grouping a few 
units together. Generally, ail are tied together, but by means of 
switches so placed that they may \>c divideil into sections at siiiy 
time desired. . It is sometimes desirable to ahitt the circuits, to 
interchange generators, lines, or sets of bus bars. In order to 
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do this, extra bus bars may be provided as well as extra sHitt-he:*, 
etc. Perhaps a clearer idea of the possibilities of this scheme as 
well as a better understanding of the necessities, may be acquired 
by reference to Fig. 154. Generators are indicated by circles, 
switches of all kinds by rectangles, bus bars by heavy line.*, 
outgoing lines by arrowed lines. Single lines are used to repre- 
sent complete transmission circuits consisting of two conductors, 
bus bars, etc., with direct current, or of three conductors, etc., 
with alternating current. 

In the upper row the number of lines exceeds the number of 
generators. In the middle row the two numbers are equal, 
while in the lower row the generators are small and more 
numerous. 

In d we have the simple unit type. Its enlargement to e and 
/ leave it still unit type, fm already mentioned. One switch only 
per conductor is nocessary in d. When paralleled with another, 
as in e, switches increase in number to five if much elasticity is 
to be attained. Here either generator may be cut off or either 
line may be similarly severed from the group, leaving them deail 
for inspection or repair, A section stritch in the bus bar {dividing 
it into sections) will separate the system into two single, independ- 
ent systems. Perfect elasticity of connections demands the 
arrangementshownin/, where are shown, in this order, jrcHcra/or,s-, 
generator switches, selector switches, bus bars, selector switches, littc 
switches, lines. 

By this arrangement, using double bus bars as well as doxilile 
selector switches, etc, either generator may be run upon either 
set of bus bare while the lines may be accommodated with the 
same degree of flexibility. The system may even be divided into 
two independent parts with the left hand generator carrying the 
right hand line and the right hand generator carrying the left 
hand line. With three or more such units, much flexibility may 
still be maintained by closing the bus bars upon themselves in 
rings and providing them with section switches at each interval 
between generators. 

\A here units are not possible owing to a large number of lines, 
or to several generators, groups are arranged. In these groups 
(n, ft, (/, k,) each generator and each line has its individual switch, 
W ith a further development of this, as in c, lines may be grouped 
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and connected through a common awitch to either bus bar. 
Thia is a selector svnlch because it gives choice between bus bars. 
It ia also a group switch, because it handles the group of feeders. 
In c, the five switches may be identified aagetierator switch, selector 
switch, group svriich, line switch, and section sioitch. 

Illustration k is simply an inversion of c in point of relative 
numbers of lines and generators. 

The switches shown are not all automatic and with those which 
are self tripping, time elements may differ. 

Generators may be installed without automatic protection at 
the generator switch, which will then be hand operated. This is 
allowable because nearly all generators are capable of standing 
their short circuited current for an appreciable time without 
injury. The line which is causing the trouble may be automat- 
ically cut oft before any damage is done to the generator, leaving 
the latter to maintain service to the other lines. Whereas, if the 
generator switch should open the entire load might be lost. If 
desired, however, a timed release may be installed at this point, 
and this will frequently be seen. " 

In c,f, and k, the generator switches may be omitted if desired, 
dependence being put upon the selector switches. Where auto- 
matic switches are retained, however, it is often cheaper to use 
one as generator switch, allowing for non-automatic selector 
Bwitches. Selector switches which do not need to open under 
load may be of ordinary air break type. If no generator switch 
Is used and generators are to be disconnected from the line under 
load, oil switches are needed for this service. There is no greater 
need of their being automatic than there is for the generator 
switch. Group switches may be called upon for most severe 
ser^nce. They are automatic and have large capacity. The 
line switches come into the same category and should be of 
rugged construction and sufficient capacity, operating with 
automatic devices. The inverse time relay may be used advan- 
tageously in these switches because the more severe the disturb- 
ance the more quickly the disturbingline should be diseonnectc<l. 
A short circuit of all generators in parallel through some one 
group awitch or line switch will put most severe strains upon these 
devices. By installing section switches of the instantaneous 
type, the bus bars may be sectioned in time to disconnect the 
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group switch from the major part of the supply and thus very 
materially reduce the current it must open. 

in / and k, the line switches may be omitted subject to the 
eame arguments as obtain in the case of generator switches in 
c, /, and k. 

Where storage batteries are used, they must be protecteil by 
over voltage relays. 

It will be noted that the systems discussed are generator-bus 
bar-line systems, with no intermediate transformation. While 
they are the simpler case, the presence of step up transformers 
gives the frequent and important condition pertaining to trauti- 
mission to longer distances than may be served by the lower 
voltage method. This service may make use of the two sets of 
bus bars, low tension and high tension, between which the 
transformers are paralleled. 

The unit type in this case may be any one of three possibilities. 
Generator and transformer may correspond to each other; 
transformer and line may form the unit; or generator, transfor- 
mer and line may constitute the unit. Whatever the unit may 
be, switching arrangements should be made so that it may Ix- 
run independently of the other units by wholly disconnecting it 
from the bus bar or bus bars. With generator-transformer unit , 
this means the low tension bus bar. With transformer-line unit , 
it is the high tension bus bar, and with generator-transfornior- 
line unit, it includes both bus bars. 

For example, in order to arrange for generator-transformer 
unit, two switches will be interposed between the generator and 
the transformer. From the point between these two switches 
a lead runs through a thini oil switch to the low tension bus bar. 
By opening the first of these three switches the generator is cut 
off and the low tension bus bar supplies the transformer. By 
opening the second switch only, the generator feeds to the low- 
tension bus bars, and the low voltage coils of the transformer are 
disconnected. The high voltage coils may be disconnected from 
the high tension bus bars and the transformer will lie dead. 
Again, opening the third switch will leave the low tension bu,s 
bar out of the unit. The generator then receives or gives no aid 
except by way of the high tension buses. 

In these arrangements, it should always be possible to isolate 
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any piece of apparatus or line, leaving it dead, in order that it 
may be inspected and repaired when necessary. This, of course, 
also serves to eliminate an injured member from the system so 
that all other parts may work normally. 

To summarize relay switching conditions we may designate the 
following general arrangements as good practice, although great 
variations therefrom occur with changes in local conditions, 

A. C. Generator Circuits. — No automatic protection or 

reverse power relay with time limit. 

j4. C. Feeder Circuits. — Inverse time limit relay. 

Reverse power relay. 

A. C. Motor Circuits. — Overload and reverse power 

relays both with inverse time limit devices, reverse 

phase instantaneous relay, low voltage release. 

Transformer Circuits. — Overload and reverse power 

relays with inverse time limit coils. 

Rotary Converior A. C. Circuits. — Overload inverse time 

limit relay. 

Rotary Convertor D. C. Circuits. — Reverse current time 

limit relay. 

D. C. Generator Circuits. — Reverse current inverse time 

limit relay. 

D. C. Feeder Circuits. — Reverse current time limit 

relay, overload inverse time limit relay. • 

D. C. Motor Circuits. — Reverse current inverse tinie 

relay, low voltage instantaneous relay. 

Storage Battery Circuits. — Over voltage instantaneous 

relay. 

Switchboard Designs. — It will he seen from the preceding 
discussions that the number of switches becomes large with 
incrcaite in flexibility of switching arrangements. When d\ipli- 
cate bus bars are installed this is even more serious. Inasmuch 
as oil switches are expensive, their profuse use is out of the 
(juestion, and every effort is made to restrict their numbers to 
the least possible figures. The wiring is such that high tension 
lines are not brought to the switchboard, but are controlled 
therefrom by the auxiliary or relay circuits. 

Typical station wiring diagrams arc shown In Figs. 155 and 
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1 5() where line drawings indicate switchboard apparatus, deWcft', 
and mains. 

The switchboard itself must be designed with due considera- 
tion tu the following points: 
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Fid. 155.— SvitchiniByaleiiu. 

I. Liberal provision for operation as regards capacity, line 
prntcction, and flexibility of circuit connections and insulation of 
mt'nilioi-s. 
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2. High insulation of all line parts. 

3. Protection against trouble contagion. 

4. Fi reproofing. 

5. Accessibility of parts, 

C. Safety by bringing low potential only to boards. 

7. Indicating instruments. 

8. Possibility of extension. 

9. Symmetry. 

10, Fool proof connections. 




Kio. 15T.— Front view, 1 1 .6oO-voll awitchboard. 



A suggested arrangement taken from a General Electric 
bulletin is shown in Figs. 157 and 158. The design is for a 
small 1 1 ,000-volt switchboard for two, three-phase engine 
driven generators, one engine driven exciter, one induction 
motor driven exciter and two high tension feeders. It consists 
of seven panels, arranged for exciter (1), regulator (1), induction 
motor (1), generators (2), and lines (2). 

The exciter panel is shown as accommodating the two exciters. 
It carrien two ammctoi-s, one voltmeter, two rheostat wheels, 
two potfutial reccptiiflcs or tcniiiujils, two singlc-polc siuglc- 
tliiow switches, one equalizing rheuslat. 

The regulator panel bears one voltage regulator and one poten- 
tiid transformer, 
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Tho imliK-tion motor panel liohls ono ammptor, oiio sot. of 
throp Hiiigle-polc jiutoniatic oil Hwituhcs oponitcd a.s a Iriplo-pulo 
switch with bell alarm switch, oog time limit overload relay, two 
current transformera. 

Each generator panel has one ammeter, one polyphase indicat- 
ing wattmeter, one voltmeter, one field ammeter, one field 
switch, one Bynehronizing receptacle, one hand wheel for rheo- 



stat, one engine control switch, one set of three single-pole, non- 
automatic oil switches operated as a triple-pole switch, two cur- 
rent transformera (three current transformers in case of grounded 
neutral) two potential transformers. 

The line panels are each equipped with three ammeters, one 
set of three single-pole automatic switches, operated as triple- 
pole switch with bell alarm switch, one time limit overload relay, 
two current transformers. Wattmeters may or may not be re- 
quired, as is also the case with watthour meters. 

A synchronism indicator is swung upon a bracket arm at the 
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end <if the board. Lightning an-eatera nre in.stalle<l upon ihc ^ 
outgoing linos. A ground detector might be added. 

It will be seen that the lines coming from the machines go 
through current transformers below the floor, thence to the oil 
ewitchea and the three bus bars (indicated in cross-section upt>n 
petticoat insulators). Another oil switch is inserted in reaching 
each line or feeder. The oil switches indicated are remote 
mechanical control. 

When bus bar potential is high there should be provided indi- 
vidual compartments for each bus, openings occurring in front 
of each connection. These bus bar compartments may be con- 
veniently located in the basement, the oil switch connections 
therewith l)eing operated by electrical remote control. 

With a synchronous motor the panel should contain one line 
ammeter, one field ammeter, one field theo.stat, one double-pole 
field switch, one synchronizing plug receptacle, one automatic 
overload oil switch, one time limit relay, necessary current ami 
potential transformers. To these may be added a power facl»r 
indicator and a wattmeter. If the motor is self-starting it is 
sometimes provided with a double-throw line switch. The 
starting position connects with low, voltage transformer taps f>r 
compensator. The running position is served with the regular 
protective devices. 

Rotary converters require two panels, one for the alternatin;; 
current side and one for the direct current side. The alternatinR 
current panel needs, if the machine is to be started from the 
direct current side, one ammeter, one automatic oil switch with 
bell alarm, time limit relay, current and potential transform ere. 
There may be added a power factor indicator and when necdeii, 
a potential regulator. With the regulator there will be ret|uircil 
a tlouble-pole double-throw control switch and a voltmeter. If 
the rotary converter is to be started from the alternating cur- 
rent side arrangements will be made similar to those for the 
synchronous motor, a double-throw line switch, etc. The syn- 
chronizing device and the synchronism indicator will not he 
required. 

The direct current panel for the rotary converter on two-wire 
syatem requires one ammeter, one voltmeter, one circuit breaker, 
one hand-whocl for rheostat, one three-pole switch for positive 
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nukio, negative main, and equalizer, one field switch, one four- 
point starting switth. 

AVhen the converter is started from the alternating t-urrent 
aide, the above starting switch is omitted. - 

Upon three-wire systems, there should be installed two circuit 
hreakers with interlock shunt trip coil and bell alarm and two 
ammeters, the remainder of the apparatus being about as above. 

Rotaries must be so protected, when feeding to direct current 
bus bars, that the opening of the line switches upon the alternat- 
ing-current side cannot be accomplished without also opening 
the direct-current connections. If this is not provided for, the 
rotary may be running upon a weakened field, when it will race 
at dangerous speeds. 

Direct current generator panels for two-wire system are like 
those for rotary converters. In either case, the three-pole switch 
may be replaced by single-pole switches if desiretl. Low voltage 
release coils serve to protect the generator in case of falling 
voltage. 

Direct current feeder panel to line may be equipped with one 
single-pole circuit breaker with bell alarm, one ammeter, two 
single-pole single-throw switches. The one of these switches 
upon the same side as the circuit breaker may be omitted if 
desired. 

When a single motor is run from a panel the arrangement 
should include one circuit breaker, two line switches, one field 
switch, one hand wheel for field rheostat, one line ammeter, one 
voltmeter, one field ammeter. 

A practice now coming into vogue is the outdoor installation 
of switching devices and protective apparatus. There is no 
reason why this cannot be quite successfully developed, despite 
the difficulties attending. The switches may be electrically 
operated by remote control methotla. Apparatus already UMcd 
thus includes lightning arresters, high tension bus bars, air break 
switches, oil break switches, fuses, etc. Even transformers are 
suggested as suitable for such installation ami arc being ot'casion- 
»lly 80 placed (see Chapter XI, Fig. 237). 

Ughtniog arresters are installed upon the lines at the points of 
entrance, the intention being to make this the first piece of 
apparatus reached by incoming line disturbances, thus providing 
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proteition for all station apparatus. There should be discon- 
necting switches upon each side of the arresters with one side 
running to line and the other side leading to ground. 

The ground connection must be very carefully made and mupt 
l)e ample. They are already describetl under Aerial Line Con- 
struction. It should be noted, however, that the leads from the 
arrester to the ground plates or pipes should be short. If the 
beat grounds are necessarily distant from the arrester, as may be 
the case when connection to water pipes or gas pipes, etc., are 
Ui<ed, an auxiliary ground should be made at the closest point 
possible by driving iron pipes into the earth. These artificial 
grounds are much increased in effectiveness if they are wet with 
salt water occasionally. They should be inspected and tested 
frequently, A suflicient number should be provided to give a 
combined resistance as low as two or three ohms. 

Choke coils or reactance coils are generally installed with 
arresters. They are placed in the line between the connection 
to arrester anti the station apparatus. They are of low reactance 
except for the high frequency currents of lightning discharge, and 
their office is to divert this discharge from the station wiring to 
the arrester and ground. Several types are in use, air insulation 
and oil insulation being preferable to solid dielectric because of 
their self restoration after sparks have passed from turn to turn. 
Helical coils, "hour-glass" coils, and "pancake" coils are all used. 
Iron cores are not used because of the high reactance they would 
intro<luce at ordinary line frequencies. 

Figure 169 shows the method of inserting these reactance coils 
in the main line as it enters a metallic conduit or pipe leading 
underground to the substation. In parallel with the line to sub- 
station is a line running to one side of a horn arrester, the other 
side of which is grounded. The metallic pipe ends in an enlarged 
three-opening pothead. This is a metal casing to prevent the 
concentration of electrostatic stresses at the mouth of the small 
tube and the conse<)uent liability of breakdown at this point. 
They are always used when power cables enter or leave metallic 
sheathing or conduit. 

The arresters used are quite varied. They include high 
resistance, series gaps, single gap horns, electrolytic, etc. Thej' 
are used separately and in combinations. Direct current circuits 
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may be protected by high rpsistanro fcroiinds as through carbo- 
rundum blocks, etc. This prevents cumulative charge. One 
form taken by the high resistance ground b that which has been 
used abroad. A jet of water plays against the line conductor, 



Eta. Ue. — LomI!d2 aerial linca underground. 
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IrliUH grounding it through the high resist»nce of the water jel . 
This typo iimy lie conibinod with the horn gap. In fact, the 
latter one is often uaed with almost any other type of arrester. 
It takes its name from its resemblance to a pair of ram's hnms. 
One of the metal homa leads to line, the other to the ground. 
\^'hen a discharge takes place across the short gap at the base of 
the arrester and dynamic current follows, the heat of the arc 
causes the points of contact of arc with horn to rise, thus length- 
ening the arc which eventually goes out because of this increase. 
The gaps required with different voltages are shown in the cune 
of Fig. 100. 
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Horn gaps are frequently installed with two or three in series. 

The horn type of arrester is seen in Fig. 101. This particular 
in,stallation is at the Schenectady end of the 30,000-volt Schagh- 
ticoke-ychenectady transmission line. The horn gaps lead to 
the aluminium (electrolytic) arresters inside the brick building. 
The power lines lead downward from a point just in front of the 
hocn gaps through roof bushings to choke coils and switches to 
interior wiring, ^\'hen thus arranged, it is necessary to mount 
the horns so that the gap may be closed by bringing the two 
together. This gives the moans of "charging" the aluminium 
arrester, the necessity for which being discussed later. The horns 
are mounter! on line insulators supported by iron piping. By 
rotating one of the insulators of each pair, the offset horns revolve 
and come into contact with the stationary members. 
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The niultit^np iirrcstcr primarily ciiiisists of a varialilo miiiilirr 
of gaps in series with each other. They are sirraiif^ed by placing 
small metallic knobs at regular distances upon porcelain bases. 
The inilividual gaps are about 1/32 inch in length and vary in 
number according to the voltage of the line. They are grouped 
in units having li to 32 gaps per unit and successive units are 
installed in series with each other in order to complete the num- 
ber required. 



Fin. lei.— Horn 



The knobs arc cylindrical in shape with knurled surfaces. 
They are of Special non-arcing alloys of topper with mercury, 
^inc, etc. These alloys have a rectifying effect upon alternating 
currents and an alternating arc will go out between such terminals 
ft much higher voltages or with much higher current discharge 
than it would over other materials. Thi.i is the reason of the 
•Ipsignation as non-arcing metals. They cannot be used on 
tlircct current line protection. 

To further increase their effectiveness for the lower voltage 
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stilt ic ili.scharfrea rcqiiirod of the lonp; scrips of gaps used \ipon 
high voltiige work, pnrtion.s of the Hories aio shuntod hy resist- 
ances of graded valves. The arrangement as used by the Gen- 
eral Electric Company places a low resistance in multiple with the 
first part of the series gaps. A medium resistance parallels this 
and more gaps, and a high resistance shunts both lower resist- 
ances and more gaps. 



Kia. IK!. — Multigap lightnma Brrester inslAllatioD. 

This gives several parallel paths for the greater part of the 
length of the arrester gaps. Heavy discharges will not occur 
over the resistances, but will break down the gaps. Light dis- 
charges will not occur over all the gaps but will take one or more 
of the parallel paths and a reduced number of gaps. 

Shunted resistances render the dynamic arc unstable and help 
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to rupture it. Series resistance will tend to restrict the dynamic 
current and to put out the arc. At the same time it will also 
restrict the discharge. Its use is therefore a matter of choice. 

Figure 162 shows the installation of a 12,000-volt, three-phase 
multigap lightning arrester in the Garfield Park substation of 
the West Chicago Park Commission. After the incoming leads 
pass to the line switches the line runs to fuse and spark gap in 
parallel, thence to the shunt resistances and the head of the gap 
series. The three legs are connected Y and grounded through 
another gap series shown at the bottom of the center panel. 
The legs are separated by partitions. 



Fio, 183. — Volt-ompere ehuraeieriatiE of the aluminium tell. 

\Vhen the single gap isused for lightning protection upon direct 
current circuits it is set in the field of a magnet which will rupture 
the arc. The multiple gap is not applicable to direct current 
circuit protection. 

The most recent type of lightning arrester developed especially 
for the higher voltages is the electrolytic arrester. 

The volt-ampere characteristic of an aluminium cell shows 
rapid rise in voltage for nominal increase of current until a certain 
critical voltage is reached. Beyond this point (about 400 volts 
ilirfct current and about 325 volts nlteniaUng current, depending 
U]ii(n the ek'ctriilytc) small iiicrcn-seM in voltage are attended by 
very rapid increases in current. Figure 1C3 shows this feature 
and applies only to permanent conditions. When any voltage 
i.-< applied to the cell acurront will flow, which, by elect ro-chcmicnj 
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action, forms a film upon the plates. This reduces the eurrent 

to a low value, a mere leakage current. This is the value meant 

by the term " permanent." If the voltage la then raiaed, another 

current rush takes place until it la cut down by increased film 

thickness to its new leakage value. The critical voltage once 

reached, a continued reduction of current does not take plare. 

A lowering of voltage will be attended by a slow dissolution of 

the exce.-<H film, A cell in which the 

film is formed for a certain voltage 

is said to be " formed up " for that 

potential. 

.\ cell, which, then, is formed u|> 
for 250 volts, if suddenly impresswl 
with a greater voltage will allow it 
heavy current to flow through it 
momentarily. The applicability of 
this unit to the protection of circuits 
from disturbances due to lightning, 
etc., is quite evident. 

The cells are put in series wilh 
each other in large numbers, thus 
providing for any line voltage met 
in practice. In order to economize 
in space the aluminium plates are 
made in the form of cones or trays 
and are assembled on side or center 
rods. The cone is typical of General 
Fio. 164.— A^wmi-iv of niuminium ElectHc practice and the tray repre- 

lighluing urre.sl*™. SCUtS WcstinghoUSC Units. ThcSG 

cones or trays are set one within 
another, Ixiing spaced at about 0.3 inches by insulating rings 
upon the non-conducting rods which hold them in place. The 
electrolyte is then placed in the series between the cones. 
The assembly of the General Electric type is well shown in Fig- 
104. The prevention of evaporation of electrolyte and the 
cooling of the apparatus are both provided by immersing the 
unit in an oil tank. Radiation from the surface of the tank will be 
ordinarily .sufficient. Where this is not enough, cooling coils 
may be used. For lower i>ot('ntials, up to 7250 volts, the sepu- 
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rate stacks of conea for different legs may be placed in the same 
oil tank. Above that voltage they are given individual tanks. 

As before noted, a cell connected permanently to line will 
have a continual leakage current. With alternating current, 
this is increased by a capacity current which ia, in reality, much 
the greater of the two. With an arrester permanently connected, 
these component currents add as vectors and introduce unneces- 
Bary loss of energy to the system, and, what perhaps is more 
important, by these losses keep the electrolyte and oil heated, 
(lerreasing their effectiveness when called upon to dissipate the 
energy absorbed by the unit in a lightning discharge. For this 
reason gaps are used with each leg. 

I'or low voltage, small horn gaps may he used or gaps between 
non-arcing metal cylinders may be installed. For the higher 
voltages horn gaps are invariably used. This practice haa been 
illustrated in Fig. 161. 

It will be recalled that when a cell is left disconnected from 
the line the film loses a part of its effectiveness. The solid por- 
tion of the film remains, but a supposedly liquified constituent is 
(liiwipated. A cell, therefore, which is left permanently detached 
from the line, as by the hom gaps, will allow discharges to pass 
over it; but it is in no condition to open the path to ground for 
the dynamic current of the line which follows a spark across the 
horn gap. It will not decrease the current and rupture the arc 
at the gap until it has regained its proper film. This, although 
a comparatively rapid process, is exceedingly slow when timed 
in comparison to incidents of electric circuits. Hence, it becomes 
necessary to maintain the film upon each plate in a condition 
suitable for operation at any time. It is found that forming up 
or charging the cell about once a day is all that is necessary. 

In order to tlo this, the horn gaps are arranged to be closed for 
an instant by an attendant, being left open normally. Clomng 
these gaps will place the three Y connected units across the line 
and charge them. The unit which is connected between the Y 
point and ground is not impressed with voltage under these con- 
ditions. A special interchanging or tran.sfer device is arranged 
to allow replacing one of the leg units by the grounded unit, 
voltage again l)eing applied to the Y connected units with the 
npw memlwr as one of the three legs, 
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Use ie often made of auxiliary resistance in chai^ng the 
arresters. The practical method of accomplishing this is by 
means of an auxiliary horn gap. The normal gap is providpd 
between one regular and one "crumpled" horn. A third hom, 
placed above the "crumpled" one, approaches the regular hom 
more closely than the lower pair approach each, other making a 
second gap shorter than the regular gap. The third hom is then 
connected through series resistance to the crumpled hom 
(see Fig. 105). In charging, the smaller or secondary gap is the 
one closed by the revolution of one horn. The charging current 
then passes through the resistance in series with the cells. 




. 165.— Auiiliar 



The presence of series resistance introduces new characteristics 
into an oscillating circuit. The oscillations are damped out liy 
the energy losses in the resistance. The "attenuation factor" 
of the discharge is changed so that the current becomes more 
rapidly decrescent. Kxcess resistance still further alt-ers the 
conditions to the extent of changing the oscillatory attenuation 
factor to the logarithmic factor. This is the reason for insertion 
of resistance as above, and by this means the liability to voltage 
rises and resonance troubles is practically eliminated. 

The above arrangement of two parallel gaps also provides the 
wlertive paths already spoken of in connection with the multigap 
arre.-iter, namely, one normal gap for heavy discharge with no 
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serU'ri rpsistance and one short gap for lighter discharge with the 
series resistance. 

The electrolytic lightning arrester is installcil either indoors 
or outdoors. Freezing the electrolyte leaves the arrester still in 
working condition but with greatly reduced efficiency due to 
the increased resistance of the frozen liquid. They should, there- 
fore, be protected from low temperatures (below 20° F.). If 



Fig. lee. — Outdoor ioslulbitluD of Wwtinfhouae BluiniDium lighluing urrcslei^. 

frozen and then thawed, the electrolyte in its liquid state is not 
injured and remains perfectly effective. 

An outdoor installation of the We-stinghouse type of arrester 
is shown in I'^ig. 16(i, and an indoor installation of tjeneral 
Klectric manufacture is shown in Fig. IC7. 

When a three wire system is run with grounded neutral, 
lijihtning arresters are connected in Y with the neutral grounded. 
When the line is run ungroundcil, the arresters are connected 
1' with the neutral run through a fourth unit to ground. It ia 
thus arranged so that there will be two leg units between lines in 
13 ^- I 
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all cases except when in the first a line grounds. This, however, 
causes a dead short circuit, and will open switches. In the un- 
grounded Y or the A, one of the conductors may become 
groun<led and the line may operate this way on emergency. 
Because of the fourth unit in this case, there will still be two 
units between any two legs. 

.\ very useful device for installation with lightning arreatcw 
18 a discharge recorder. A clock-fed paper roll passes between 



Fiu. 107.— Indoor instjillBlioa of General Electrio aluminiun liibUiins unaton. 

finRpr points between which sparks pass when discharge occurs 
through the arresters. The paper thus provides a definite retord 
of the time when discharges occur and their relative severity. 
These oscillatory discharges or surges may be due to lightning 
disturbances or they may l)c caused by switching, by groumW 
circuits, by short circuits, by carclesH operation when mnchitiM 
are thrown in, by combination of certain circuits and lines, etc-, 
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etc As each discharge is timed, its definite cause is quite gener- 
ally recognized, and where the reason for discharge is unknown 
investigation should be made. 

The record also shows to an extent whether the arresters are 
ailapted to the lines upon which they are installed. Frequent 
<ib('liarge with no serious cause will lead to an increase in the 
numl)er of series cells, while very infrequent discharge may 
indicate that fewer cells are advisable. 

Regulatois. — The Tirrill regulator used to maintain constant 
vultage at a desired point is installed upon a switchboard panel. 



FiQ. 168.— -TimU" volKwa regulator. 

It operates upon the principle of a floating contact which alter- 
naicly opens and closes a circuit shunted across the exciter field 
rheostat. The excitation of the exciter varies thereby and, in 
turn, this regulates the field current of the generator. The 
relative time of closed circuit or open circuit across the field 
rheostat is regulated automatically, and the exciting current is 
eonstantly varying between the two extremes corresponding to 
Cfteh permanent condition. It is mounted directly upon a 
pttitehboard panel shown in Fig, l(i8. The elementary diagram 
shown in Fig. 109 will give a clear idea of its parts an<l its 
operation. 
The regulator has a direct current control magnet, an alternat- 
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ing current control magnet, and a relay. The direct current 
control magnet is connected to the exciter bus bars. This 
magnet has a, fixed stop-core in the bottom and a movable core 
in the top which is attached to a pivoted lever having at the 
opposite end a flexible contact pulled downward by four spiral 
springs. For clearnessj however, only one spring is shown in the 
tUagram. Opposite the direct-current control magnet is the 
alternating-current control magnet which has a potential winding 
connected by means of a potential transformer to the alternating- 
current generator Nor bus bars. There is an adjustible compen- 
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Fia. ISO.— Elsmeataiy cirouilB of Uie Ti 



sating winding on the alternating-current magnet connected 
through a current transformer to the principal lighting feeder. 
The object of this winding is to raise the voltage of the alternating- 
current bus bars as the load increases. The alternating-current 
control magnet has a movable core and a lever and contacts 
similar to those of the direct-current control magnet, and the 
two combined produce what is known as the " floating main 
contacts." 

The relay consists of a U-shnped magnet core having a differ- 
ential winding and a pivoted armature controlling the contact.s 
which open and close the shunt circuit across the exciter field 
rheostat. One of the differential windings of the relay is per- 
manently connected across the exciter bus bars and tends to 
keep the contacts open; the other winding is connected to the 
exciter bus bars through the floating main contacts and when the 
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latter are closed neutralizes the effect of the first winding and 
ullowa the relay contacta to short-circuit the exciter field iheo- 
stnti Condensers are connected across the relay contacts to 
prevent severe arcing and posBible injury. 

The circuit shunting the exciter field rheostat through the 
relay contacta is opened by means of a aingle-pole switch at the 
bottom of the regulator panel and the rheostat turned in until 
the alternating-current voltage is reduced 65 per cent, below 
normal. This weakens both of the control magnets and the 
floating main contacts are closed. This closes the relay circuit 
and demagnetizes the relay magnet, releasing the relay armature, 
and the spring closes the relay contacts. The single pole switch 
is then closed, and as the exciter field rheostat is short-circuited 
the exciter voltage will at once rise and bring up the voltage of 
the alternator. This will strengthen the alternating-current and 
direct-current control magnets and at the voltage for which the 
counterweight has been previously adjusted the main contacts 
will open. The relay magnet will then attract its armature and 
by opening the shunt circuit at the relay contacts will throw the 
full resistance into the exciter field circuit tending to lower the 
exciter and alternator voltage. The main contacts will then be 
again closed, the exciter field rheostat short-circuited through the 
relay contacts, and the cycle repeated. This operation is con- 
tinued at a high rate of vibration due to the sensitiveness of the 
control magneta and maintains not a constant but a steady 
exciter voltage. 

It can compensate for line drop, thus maintaining constant 
potential at a distant point. Moreover, types are available 
■which will control two or more generators in parallel. 
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CHAPTER VII, 

CIRCUITS. 

In the simple extreme, circuits are classified accordingly as 
they may consist of one continuous conductor leading succes- 
sively through all elements of the load, or by conductors with 
many subdivisions and branchings, portions of the load being 
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Fio. 170.— SerieB cirouit. 

carried upon these elemental parts of the line. The former 
(Fig. 170) is known as the series circuit, while the latter (Fig, 171) 
is called a parallel circuit. The simplicity of the diagrams shown 
gives place in practice to branchings, combinations, and ramifica- 
tions until the circuits become very complicated. Each of these 
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systems has its own special applications, but the parallel distribu- 
tion is mo.st commonly seen. 

The series aystpm is applied by unit circuits. The conductor 
leaves the generator, pasKCs to each lamp, transformer, motor, 
etc., of the load and after making a loop covering all the territory 
to be served, it returns to the generator, thus completing the 
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c-ireuit. As all elements of the load are made sections of the 
complete circuit, whatever current passes through the generator 
must pass through each of these load elements. A load unit can 
be added to or removed from the circuit by opening the conductor 
at the desired point, inserting or removing the unit, and again 
closing the circuit. The addition of the unit will not change the 
value of the current demanded by the circuit. It will, however, 
introduce a greater resistance or impedance into the circuit and, 
consequently, in order to maintain this value of current, addi- 
tional voltage must be generated. With the alteration of load, 
therefore, the voltage generated will vary, the current supplied 
vrilA remain the same as before. This series system may be 
spoken of as a constajit current system. 

The parallel system is secured by multiple divisions of the 
circuit. Leaving the generator, the conductor branches, each 
branch supplying an element of the load, and all branches being 
again united in a single conductor passing to the second generator 
terminal. To decrease the load the switch in any elemental 
branch circuit may be opened and allowed to remain open. This 
decreases the current demanded by the load as a whole. In fact, 
it increases the resistance of the load by making fewer the 
parallel paths, each of a definite resistance. In order that each 
element shall receive the same current as before, the voltage 
across its terminals must remain constant. Here, then, current 
varies but voltage remains constant. Hence, we have what is 
generally spoken of as the constant potential system. 

The loss in each case may be considered, in the most general 
way, as being measured by the heating of the conductors. Due to 
the resistance of the conductors, there is required a certain 
voltage to maintain the flow of energy toward the receiving unit. 
Suppose the load units of a series system are concentrated at 
points uniformly spaced as in Fig. 170. If we measure the voltage 
between the points A and B we will read the full voltage of the 
generator. Between B and C the reading ia less than before by 
the voltage necessary to give the energy flow through the section 
AC. From B to D the voltage is less than from B to C, by the 
amount required for the element of the load. These differences 
are called the drops in potential along the line or across the loatl. 
Plotting the readings (not the drops) we have such a curve as ia 
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shown in Fig. i7'2. Thi« curve miiy Iw railed liie piilenlinl 
ijraditnt of the line anil may be refcirod to any point «« zero 
value instead of the point li above c.liosen. The curve woiilii 
then be shifted to such a position that the zero line would <TOf^.-i 
it upon the point corresponding to the chosen point of the line. 

This becomes important in the consirleration of fcrounded line-; 
and the potential to ground of any other portion of the line. 

When once the potential gradient is plotted, having taken jiiiy 
point as reference point, we may use it as folloiva: 

I'aHs through the point upon the curve corre8pon<iing to the 
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grounded point of the circuit a horizontal line. This line is 
zero potential. The voltage between any point upon the circuit 
and gi-ound will then be rea<l from the curve referred by the 
original scale to the new zeix) line. 

For example, in the circuit shown in Fig. 170 a ground occurs 
at ir upon the positive side of the sixth lamp from the positive 
brush (.4) of the dynamo. This point of the circuit is, then, .it 
zero pofontial. The line A']r (Fig. 172) now becomes the axis of 
the coordinates for the gra<lient cur\-e and the greatest voltage 
to ground occurs at the point li. the negative brush. That 
point differs from ground potential by the amount BX, the 
voltage over eight lanip.s and the intervening conductor. Ground- ■ 
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iii^r the midpoint of the line (or the dynaiiui if poKsihle) will give 
siiiiillor iHuxiiim betwoGO line and giuuiid than gi'uun<liiig any 
<nht*r point. Similarly, connecting either brush to ground will 
jrivc the largest possible reading. 

The energy expended in the elements of the system is measured 
l>y the product of the voltage drop across the part considered into 
the current of that part. (We will assume for the time being 
that the power factor is unity.) Hence, the energy expenditure 
in any one section of the conductor will be measured by the 
l>ro(iuct of the current (a constant) into the voltage reading 
iH'iween the two ends of the section. This latter depends in 
v:ilue upon the resistance of the conductor by the law 

and is indicated upon the potential gradient by the change in 
level of the curve. A steep curve will indicate a consitlerable 
al>.sorption of energy. Hence, the potential gradient will be 
fit<«ep at the load units and gently sloping between them. 

The energy absorbed by the conductor sections is dissipated 
a,-' heat and ia a distinct loss. That taken by the load is expended 
more or less completely in the method for which the unit is 
designed. High efficiency of the system demands small losses 
in the line and concentration of energy expenditures in the load 
units, where also intrinsic losses must be kept as low as possible. 

The line resistance may be reduced with increased expense 
for material for the conductor and its support. The balancing 
of increased expenditures (computed upon the annual basis) 
against the value of the power saved thereby constitutes one 
fundamental idea in the design of series circuits. Add to this 
safety and quality of servic-e and the items are nearly all present 
for the determination of the proper specificationa. 

The series circuit is very important in lighting systems. It is 
u.-sed both with incandescent lamps and with arc lamps. It 
rarely occurs elsewhere, except in the case of single unit genera- 
tor and load. This simple extreme is, of course, the embryo of 
either system. 

In are lighting the current values standard now are (|uite 
numerous, varying from 2 amperes to 1 2 ani|>crpH. 

Underwriters' rules demand for safety that conductors used 
shall Imj no smaller than \o. 14 B. & S. gage. 

DL|,l,zedl!,G00Qlc 
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Lamps are liable to fail liy burning out, breaking the carbons, 
eti!., in which case they must be eliminated from the circuit. 
This ia accomplished by the use of cutouts. A solenoid coil 
shunts the lamp. When the arc la extinguished, the solenoid 
closes contacts, shunting the lamp. 

Here (1) the cutout circuit must contain enough resistance to 
shunt some current through the solenoid coil if it is required for 
maintaining the contact, (2) the contact once made must hold 
by spring or gravity, or (3) a series coil must come into action in 
the cutout circuit to hold the solenoid plunger in place. Cut- 
outs may work by gravitation alone. It is important in some 
cases that the lamp may be actually cut off from the circuit 
rather than merely shunted by a parallel path. As long as it 
remains attached to the main circuit it is impossible to handle 
it in repairing, etc., because its potential against ground may be 
high enough to kill the repair man. This may be done by use of 
an auxiliary, hand-operated switch in conjunction with the 
usual cutout. 

When the cutout operates and a lamp is taken from the line, 
current remaining constant, the voltage supplied to the line must 
be reduced by the amount, across one lamp in operation. This 
regulation of voltage is accomplished by the regulating device 
upon the generator. This may also be arranged by the use of a 
constant current transformer. The different apparatus used for 
development of these lines will be described later (see Chapters 
IX and XI). The maximum voltage ordinarily seen upon series 
arc circuits is about 10,000 Volts. This limit is set by successful 
commutation requirements in direct current work and by safety 
in both alternating and direct current practice. 

In series incandescent systems, the lamp used has a thick 
short filament of low resistance. The main reijuirements here 
are much the same in principle us with the are lamps. 

Cutouts are greatly simplified owing to the low voltage required 
by each lamp. They consist of two spring clips electrically 
placed across the lamp. They are separated by a thin paper 
which punctures when the lamp filament fails. 

The power factor of a series arc lighting system is generally 
in the neighborhood of 0,05 to 0.70, although the arc itself will 
have a power factor from 0.85 to 0.95. 

DL|,l,zedl!,G00Qlc 
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The potential gradient for u parnllel HyuteiH of tlistribution 
may be shown in connection with Fig. 171. Suppose equal 
units of load uniformly spaced as in the figure. Our curve must, 
tlien, show the potential drops through each one of the aeveral 
multiple paths. In order to do thia, we will again plot voltage 
reading to B against distance from the generator (see Fig. 173). 
The reading from A to B is plotted at zero distance from genera- 
tor. Voltage BC is at unit spacing from generator, etc. The 
vertical distance CT is the voltage reading across the first lamp; 
I>S across the second, etc. The drop in voltage along the line 
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PiQ. 173. — Polflotial gradient for parallel circuit, 

from A to C is shown by the falling off in altitude of the upper 
potential line. 

.\t the point C of Fig. 172 the current divides and only a 
reduced amount follows the main conductor to D where again a 
reduction takes place by the amount required for one unit of the 
load. In Fig. 173 this will be indicated by decreased steepness 
of the gradient, because, with reduced current and constant 
re.siatance (due to uniform spacing of load in this case) the ir 
product is lessened. Each successive section of the gradient, 
therefore, becomes less steep. The upper curve of the gradient, 
,-t K, has its counterpart in the lower curve BL, where changes in 
level, or voltage drops, are identical with those above. 

It will be seen at once that the voltages supplied to any two 
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lamps are different. The amount of difference ib a measure of 
the force required to transmit a varying amount of electrical 
energy along the conductor against the resistance of the circuit. 
;\s in the case of the series circuit, the energy expended in this 
propulsion is measured by the product of the voltage drop across 
the unit length of conductor into the current in that section. 
It appears as heat, the energy of irregular molecular motion. 
This line loss is kept as low as possible, consistent with cost. 




Flo. 174,— Polentisl cndieDl with Cwden. 



etc., by reduced resistance of line. Hence, while the voltaic 
readings across lamps vary according to the location of the lamps 
in the system, this variation is small compared to total voltage 
readings and we may call the system a constant potential system. 

The construction of this syatem in order to attain as nearly 
as possible uniform voltage across similar load units, is not 
restricted to the enlarging of the maiu conductor or the main. 
If it is found that lamps out toward the end of the line or motors 
in that vicinity or street cars at a distance from the power-house 
are not receiving their power at high enough potential, it becomes 
necessary to go beyond the relief afforded by increased size of 
main. In such cases special conductors are run from the bus 
bars at the station to the point requiring a higher voltage supply. 
These lines are called feeders. They may originate with the 
same bus bars as the mains or they may come from buses of a 
higher potential by 10 or 20 volts. 

Suppose that in the case already discus.sed feeders are run 
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from the bus bars of a few volts higher pressure than those from 
which the mains start and are connected at points / and N, The 
ilrop along these feeders may or may not be just enough to bring 
the voltage across IN up to that of AB, If it does we will have 
a potential gradient as shown in Fig. 174. 

The feeders need not be run to opposite points of the system 
(that is, to corresponding points of the two mains) but may tap 
in at different parts. One such scheme much used combines 
with a directly fed main on one side an opposite main connected 
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raLlcl foedkiA pointH. 



only at the further end by single feeder. This is called the «i(/i- 
puraUd system of feeding in contradistinction to the ■parulld 
system, just described. 

A better regulation of voltage for the system can be obtaiiic<l 
l>y feeding the mains in antiparallcl fashion at points about 
luiilway between the ends and the centers (i.e., at the quarter- 
way points). These two systems and their potential gradients 
are shown in Figs. 175 and 17fi. 

CalculatloiiB. — The arrangement of mains each as a cloood 
circle or loop with an antiparallel feeder system gives good 
regulation. The potential gradient for each half of the circuit 
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will be identical with that of the antiparallel system if loading is 
Bymmetrical. If this is not the case, we may illustrate the con- 
ditions by Fig. 177. 

This gives a fairly complex case which will serve to illustrate 
numerous details in the calculation of such circuits. The assump- 
tions made will be that the load is concentrated at four points of 
the loop in unequal quantities. At the quarter point EF^ 21) 
amperes is used; at the five-eighths point GH, 80 amperes is 
used; at the three-quarters point JK, 40 amperes; at the seven- 
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Fia. 176.— Potential siBdient for inunoediate aoti-panUlol feeding points. 

eighths point LM, 40 amperes. Each main is assumed to have 
a resistance of 0.01 ohm per one-eighth of the loop, as LD, both 
mains being alike. 

Inasmuch as the current in B will enter from the loop at />, 
where it is divided, part coming in each direction in the loop, it, 
will be necessary for us in our calculation 'to distinguish between 
these two dii-cctions of flow. We may do this by assuming the 
clockwise dii-ection in cither main to be positive and the counter 
clockwise direction ncKsilive thereto, ^Thi8 convention bus 
nothing to do with the ordinary conception of positive and 
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negative terminals or mains but is merely an expedient to avoid 
adding two currents that may be opposed to each other.) 

Considering the 20-ampere load at EF alone, It is evident that 
it returns over two parallel paths to B, one a short path DE, 
the other three times as long DUGXE. The current will divide 
inversely as the resistances of these two parallel paths. There- 




Fia. 177.— Unbalanced toad on tooped maiiu. 

fore, 15 amperes will flow in DE in a negative direction (according 
to our convention) and in EXGJLD there will be a current of 
5 amperes flowing In the positive sense. These data are tabulated 
in the first row of Table XXI here shown, where the column 
headings indicate the sections of the mains being considered. 
Thus between D and E, —15 amperes flows; from E to G, +5 
amperes flows; from GtoJ, +5 amperes flows, etc. 
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Similarly, the load of 80 amperes at GH would be returned, if 
alone, by two components 30 and 50 amperes. Therefore, the 
table shows D to E, —30 amperes; E to G, —30 amperes; <J loj, ■ 
+ 50 amperes; etc. Each one of the four parts of the load will 
l>e handled the same way. Then, summing the curreots in each 
section of the main, we get the totals shown in row five of the 
Nil me table. 

By the known rewistances, wc find the drop in DE to be — 1 . "2 
volts (c = ir =- 00 XO. 02) ; in fC,- 1.2 volts (ir =-40X0.03); 
iiiGJ, +4 volts ( + 40X0. 01);etc. 






Fio. 17S. — Potenljul (mdient for unbaloDced loBd oa looped uuiiu. 

We now have in the last row of the tabic all the potentiiil 
dmps of the sections of this one main. Similarly, calculating 
the data for the other main, Table XXII presents the results. 

In Fie. 178 arc presented thc'reHults of both tables showing the 
potential gradient curve for the system. 

Table XXII. 



Load EF 


1 +ir, 


Load (in 


■ +10 


I^ad JK 


+ 10 


I^iad l.M 


+ 15 


Currpiils 


+ .iO 


V. dnn> 


■ +1,0 



+ 15 



-25 



-25 



+:m -10 -m I -i:fo 

+ 0.!! -0-1 -o.r> ! -i.:( 

'i'he feeiler AC has no( boon ciiinilatcd, but it is shown in ihc 
figure as having the drop indicated by the difference xu level 
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between A and C. Similarly, BD ia indicated. It is evident 
that M has the lowest voltage of all points upoa the positive 
main, while G has the highest voltage of points upon the negative 
liiain. The lowest reading obtainable between the two mains 
^vill Iw from M to G. This reading will be less than that atross 
any portion of the load. If there is 110 volts supplied to AB, 
and 1 volt drop in BD, and 2 volts in AC, the voltage supplied 
to the loops is 113 volts across CD. This gives the following 
readings of potential across the various members of the load: 

EF =n0.8 GH =109.3 JK =109.2 LW =109.9, 

piving an extreme variation of 1 . C volts. The lowest voltage 
reading possible from iVf to Gis 108.7 volts, being 0.3 volts less 
than that across any load unit. 

Furthermore, considering B as zero potential, the points of the 
system have potentials; 



Altering the load at any point immediately <IisarrRnges these 
values. For example, suppose the load atJK to he thrown off. 
The totals representing current values in each section of the mains 
will be altered, becoming, in general, less, though in some cases 
there is an increase. The corresponding voltage drops will vary 
and hence the whole potential gradient will shift from what the 
figure shows in the assumed case. Such results arc easily notice- 
able where lights are glowing when motors are supplied from the 
same lines. 

Grounding a point on the system can place, at most, a voltage 
of IIU volts to ground. This would occur if either A or B is 
grounded. The rea<ling would be maximum between ground 
and the ungrounded brush. The grounding of any other point 
upon the line will cause only slight differences from the above 
reiuling, 110 volts, l>ecauHe every point on each of the mains is 
14 
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at nearly the same potential ae one or the other of the bus bars. 
With lighting loads it is impoasilile to ground at the center of 
the lamp voltage, hence, any ground upon a two-wire lighting 
system may be considered as placing full potential between the 
other main and ground. 

A very prominent instance of the above phenomena is obtained! 
in connection with railway work. Here, not only does the 
amount of the load upon the line vary, but so also does the 
location of the load change. A car may be compelled to stop at 
each cross street, which will bring starting points every 200 
to 400 feet. The grades will vary along the route as well as the 
loads upon the car. The car demands a heavy starting current 
or reduced running current. Thus, at intervals of a few moments 
the load represented by one car upon a system will vary from 
zero to maximum and to zero again, all the time changing its 
distance from the feeding point of the trolley wire. In parallel 
with this car there will be many more upon the system which are 
also unstable load units. With only a few ears the variations 
will l>e marked. With a greater number of cars running close 
together, the tendency is to even out the peaks and hollows of 
the load by superimposing upon the low places of one the high 
values of another. The lowering in the brilliancy of the incan- 
descent lights of a car when it is starting indicates the change 
in voltage between the trolley wire and the rail due to heavy line 
drop because of the large starting current. The potential gradi- 
ent of the system would show at that moment, not only a low 
point in the trolley wire voltage, but also a high point in the 
potential of the track return. 

The distribution of the load once determined, it becomes a 
matter of design to find the drop in each portion of the line and 
the feeders. This presupposes an assumption of copper cross- 
section. Proper adju.stments must be made then to bring the 
line drops within reason. The process may be reversed quite as 
well. We may allow certain line drops as maxima, then 
doterniinc what the copper cross-section must be to give the 
proper resistance. 

It is not necessary to have the mains of constant cross-section 
throughout Ihrir entire length. It is quite uneconomical to do 
so in many instances. By referring to the figures already shown, 
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it will be seen that in some places there are large currents while 
in others there are small currents. With the parallel system 
(Fig. 171) the mains at the outer end of the system will carry 
only enough current to supply one section of the load. 

From the standpoint of coat of copper, it would manifestly be 
economical to decrease this main in size as the distance from the 
generator increases. In fact, better voltage regulation may be 
obtained by using at the beginning of the line some of the copper 
installed at the outer end of the line. If load units are large and 
are concentrated at different points, this amounts to decreasing 
the size of the conductor after each load is reached. With small, 
uniformly distributed units as lamps, etc., the limiting condition 
gives a tapering conductor. The engineering value of the latter 
type of installation is very low. The cost of conductor is high, 
and the end attained by its installation is of questionable value. 
I..oada vary considerably from the estimated values. Patronage 
increases above initial conditions. Hence any carefully calcu- 
lated system installed upon the basis of present estimate must be 
given a generous factor of safety before construction begins, 
with due allowances made for later increases. These needs 
enjoin the engineer from the use of costly conductors and the 
parabolic and conical conductors have earned no very high place 
in practice even in antiparallel systems where they establish 
uniform pressure at all points of the load. On the other hand, 
they may be approximated by using successive sections of cylin- 
drical wires having different sizes. 

This practice has its proper place in economical design. Even 
there, however, it is generally found undesirable to make the 
sections very short in order to allow for more uniform decrease in 
size. 

Economy of copper is a very important con3i<leration in the 
lay-out of any system of distribution. The voltage drop in the 
line varies as the current, being measured by ir. In order to 
transmit a given amount of power we may use low voltage and 
high current or high voltage and low current. In the first case 
we have a low voltage supplied and a heavy voltage drop due to 
large current. The voltage supplied at the load is much leas 
than that generated and changes greatly with change of load. 
In other words, the voltage regulation is very poor. 
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In case of high voltage and low current, the ir product is low 
compared to the voltage generated and great changes in load 
may occur without serious change in voltage received by load. 
Thie may be applied to reduce the copper area while keeping the 
regulation as before, or the regulation may be bettered, letting 
copper cost remain high. 

With ordinary incandescent lighting systems, the lamps 
require a pressure (nominally) of 1 10 volts. Actually, this value 
varies from 106 volts to 130 volts according to the system. 
Any great amount of load distributed at this voltage over a. con- 
Bidorable diatance would introduce very serious losses into the 
syBtem as well as causing all regulation limits to be exceeded. It 
is, consequently, desirable to use a higher potential than 1 lO volt:-. 

This requires that the lamps shall be put in series, which may 
be done by putting two 1 10-volt lamps across a 220-volt constant 
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potential system. If one of these lamps is broken or needs to 
be cut out of the circuit, the other will not operate. In order to 
avoid this difficulty, there is installed a third wire connecting the 
midpoints of all pairs of lamps as is shown in Fig. i79. This 
wire must then return to the midpoint of the generator. The 
extra wire is called the neulral wire, and the generator terminal 
to which it is attached receives the same name, the neutral. This 
is the thrcc-u-ire sj/stem. 

If lamps arc now installed in pairs and all are in operation, 
there will be no current in the neutral. When certain lamps upon 
one side of the system are turned off there is a current in the 
neutral. It may flow in either direction depending upon which 
side carries the heavier load. In fact, with unbalanced loads, 
it is quite possible to have a current in the neutral wire in one 
dii'pction at one place, current in the other direction in another 
place, antl no current at all elsewhere. The methods of genera- 
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tion for this syBtem and the arrangementH fur securing the 
iM-utral will be diacussed later. 

With the load conditiona assumed in Fig, 180 the potential 
gradient of the syatem ia also illustrated. The load unita are 
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Aiisumed to take 5 amperes earh. They are distant from each 
other a little leas than 100 feet. The po.sitive and negative 
maiciB are No. 0, B. & S. gage, which makes the resistance 
between load units approximately 0.01 ohm. 

..Google 
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Ill order to determine the size of the neutral we will invesligatc 
the (iUrrent carried by it with thia arrangement of load. TbU 
may be done in either of two ways. 

1. Beginning at the outer end of the mains, the last loml 
unit between + and ±,XYiB balanced by YZ and may be con- 
sidered in series with it. Therefore there J3 no return cuirem 
in the neutral from Y, The next section is found to be similar. 
Load V\V, however, has no corresponding load upon the opposite 
aide. Its current must, then, return through the neutral to the 
next possible load, which ia at U. Between W antl U the 
neutral carries a current of 5 amperes. The next section carries 
no current. QS, however, must bring 5 amperes to the load ST. 
Thia current is in the opposite direction to that in H't/, being 
away from the generator. It will be called negative, on that. 
account, and it is supplied from PQ. Similarly MN will supply 
QR; KL will supply HJ; etc. This method is equivalent to 
pairing off the load units against each other, beginning at the 
outer end of the mains, and noting where current ia present in 
the neutral and what its direction is. 

2. Perhaps a more satisfactory way, in general, is to calculate 
first the currents in the positive and negative mains. This is a 
simple summation beginning again at the outer ends X and /. 
As each load takes 5 amperes, successive sections of the mains 
will have current values increasing by this amount wherever load 
is supplied. From left to right upon the diagram, the mains will 
have in successive sections 



5, 10, 15, 15, 15, 20, 25, 30, 35, 40, 45. Positive Main. . 
5, 10, 10, 15, 20, 25, 25, 25, 25, 30, 35, Negative Main. 

But the differences between these readings must be present in 
the neutral wire. Subtracting the lower row from the upper row 
WG have: 

0, 0, 5, 0, -5, -5, 0, 5, 10, 10, 10. Neutral wire. 

It is thus determined that the current in the neutral will t>e 
much less than that in either main. In fact, the high efficiency 
of the system demands that loads shall be as evenly balanrc<l 
as possible, from which a low neutral current results. Practice 
varies the size of the neutral from one-quarter the size of the 
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other mains to one-half the size. A quarter-nize neutriil will 
give in the present case resistances of neutral equal to 0.04 
ohms per section of about 100 feet. 

We are now ready to calculate results by the use of a tabular 
form also shown in the figure. 

Beneath each section of all three mains, in a diagram repre- 
senting the system, ia placed the value of the current therein as 
previously explained. Above each section is written the resist- 
ance of the section. The product of these two, ir, gives the 
voltage drop occurring in that section. Summing these drops for 
each line outwardly from the generator will give, in succession, 
the total drops to those particular points. 

The negative brush B, may be taken as zero potential, which 
with 226-volt supply, will make the neutral 1 13 volts and the 
positive 226 volts. 

Starting with 226 volts, the potential of the positive brush, 
subtract from it successively the summation drops along the posi- 
tive main giving the potentials of all points aloug that main 
referred to the negative brush. 

Starting with 113 volts, add to it, successively, the summation 
drops of the neutral {added because the conductor is considered 
as a return) , giving potentials of points upon the neutral. Simi- 
larly, starting with zero and adding successively the summation 
drops of the negative main gives the potentials of points upon 
that main. 

These three sets of potentials are plotted in the lower part of 
the figure, giving the potential gradient. There are given in the 
tahle the differences between these potentials which represent 
the load voltages. 

Occasionally, the three wire system is added to, by putting 
two more wires in, making five wires in all with an outer poten- 
tial of 440 volts. From the point of view of economy of copper, 
this is an improvement when the load may be kept balanced. The 
fhief objection to it is that it is very laborious to arrange the load 
ill the first place so that the neutrals carry little current, and 
even when this is done it is not likely to remain balanced. The 
Barae difficulty accompanies the use of three wire system except 
to a much lesser degree. 
Grounding may occur in such a way as to give 22G volts 
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maxiimim to gi-ound or only 113 volta maximum.' Tlie latter 
occurs if the neutrftl is ni-oundcil. 

Fee<lers are conductors run from the station to points upon the 
mains, having the purpose of raising the voltage at the points of 
connection to the main and thereby throughout the whole 
vicinity. No toad is ever diretitly attached to feeders. The 
combination of such lines is frefjuently spoken of as the feeder 
and main system. Feeders may originate at the same bus bars 
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Fig. l«l.— Simple feeder enlpulntion. 

as the mains or they may he fed from bus bars maintained at a 
higher voltage than the main bus bars. They may run in pairs 
or singly. 

In the simple case of a single load upon mains as shown in 
Fig. 181, \vc may let 

L = 'H)0 amperes = load. 
r =0.02 ohms = resistance of main, 
X = imknown = resistance of feeder, 
rf = 1 volt = allowable drop on one side of load. 
rx 
Then = resistance of main and feeder in parallel. 

- d =the allowed drop in potential. 



'V:> 



Whence x--= 

Lr~d 

Or, using the numrrical values above given 
a- =0.00(17 ohms. 

As the main has a resistance of 0.02 ohms, this gives a feeder 
of three times the size of the main, by the installation of which 
the voltage drop at the load is reduced from 4 volts per main to 
1 volt per main. That is, by increasing the copper cross-section 
to four times what it was before, wc have reduced the drop to 



one-quarter its original "value. With a single load &s above, this 
may be done by increasing tho size of the main or bj- installing a 
fetitler. The two schemes are very evidently identical. With 
intermediate loads, however, the two are not wholly identical. 
In or<ier to show the effects of adding copper to the installation 
in tlifferent manners we will calculate the potential gradient for 
a nysteni under several different conditions. 
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Flo. 1^.— Feeder oaleulatioD with multiple load. 

Four equidistant loads of 100, 100, 200, and 100 amperes, 
respectively, are separated by sections of mains having reeistancea 
of O.Ol ohm each. Figure 182 shows these data. Results will 
lie tabulated for the 1 10-volt main with 

1. No feeders. 

2. O,04 ohm feeder to last load point of line, 

3. Doubled main to last load point of line. 

4. . 03 ohm feeder to next to last load point of line. 

5. Double main to next to last load point of line, 

6. O.0225 ohm feeder to next to last load point of line. 

It will be noted that the copper used in the feeder in each 
instance duplicates that of the main to the point indicated. 
Therefore, Noa, 2 and 3 use the same amount of copper, as do 
also Nos, 4 and 5, Number 6 uses for the shorter feeder an 
amount of copper equal to that used in Xo, 2. 

Tabulating the calculations, we have a-s follows: 

No. 1. No Feeders. 



Curreot 
Drop 
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No. 2. Full Lengtli Fepilrrs. 



Current 


,337.5 237.5 137.5 .-62.5 ' 


Drop 


1 3.375 2.375 1.375 -0.625 


2 drop 


I 3,375 ' 5.75 [ 7,125 1 6.5 


Potential 


110 106. 625... 104. 25 102.875. . .103.5 



No. 3. Double Sized M&in, Full Length. 



Current 


600. i 400. 1 300. 100. 


Drop 


2.5 2. 1.5 0.5 


Sdrop 


1 2.5 4.5 6,0 6.5 


Potential 


110 107.5 105 5 104 



Current 
Potential 



No. 4. Tbre«-quarter Length Feeder. 



No. 5. Double Sized Main Three-quarf«r Length. 



Current 
Potential 



.107.5 105.5.. 



No. 6. Threo-quarter Length Feeder, Largo Size. 

I A IB C I D I F 

Current 271.5 171.5 ,71.5 ' 100, ,228.5 

Drop 2.715 1.715 0.715 i. , 5-14 

2drop I 2.715 i 4,43 | 5.14 6.14 I — 

Potential 110 107.3 105.6 104^9 103.9 



^Summarizing these tables and adding two columns showing the 
niuximum drop in potential at the loads, we have Table XXIII. 












Variatum 






drop. 


at load. 


101. 


98. 


97. 


13. 


8. 


1M.25 


102.875 


103.5 


7.125 


3.75 


105.5 


104. 


103,6 


6.5 


4. 


105. 


104. 


103. 


7. 


4. 


105.5 


104. 


103. 


7. 


4.5 


105.6 


104.9 


103.9 


6.1 


3.4 



'Without feeders the system will have upon it a variation in 
voltage at the lamps of 8 volts, which means a variation of 4 
volts each way from the intermediate value, 101 volts, allowing 
the same drop upon the other main. This would not allow the 



Fki. 1*1. — RelalioD of life and candla power of inottudesccnt lamp ta volta«c regulation. 

installation of lamps of one voltage rating upon the system for a 
variation of about 8 per cent, in voltage supply would change the 
candlepower by 40 to 50 per cent. The fact that there is a heavy 
line drop of 13 volts is not so serious as the one that the variation 
is enormous from point to point. On a lighting load we must 
design our circuit so that lamps in different localities will receive 
approximately the same voltage. The need of this is readily 

.Googic 
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seen by reference to Fig. 183, showing the variation in famUo- 
power and life of a lamp with change of voltage acroas it. 

A feeder equal to the main and running to the end thereof 
reducea the maximum drop to 7 . 125 volts, while the variation 
1>etween load points is only 3.75 volts. The potential gradient 
shows a decided sag at the third load. 

Conditions of Case 3 may Iw obtained from those of Case 2 
by running jumpers from the feeder to the main opposite each 
load point. The result is to raise the [lotential gradient for the 
whole line except the end. Thus, while the maximum drop Is 
less, the variation is greater than before. 

Shortening the feeder, allowing it to reach only to the three- 
quarters point, and attaching it at no intermediate points gives 
no greater variation than did Case 3. The maximum drop is 
slightly greater. That is, with a saving of 25 per cent, in the 
copper of the feeder the regulation is just aa good as Case 3 and 
only slightly poorer than Case 2. 

Tying this shortened feeder in at each load point reached 
before its en<i gives a result similar to the previous case. Inter- 
vening voltages are raised but at the end of the feeder and beyond 
no change occurs. Naturally, the regulation suffers somewhat. 

If, now, we take the amount of copper used in the long feeder 
of Case 2, extending to the end of the line, and concentrate it upon 
a three-quarters length feeder, we have a better result in respect 
to both regulations and maximum drop. The figures for this 
case arc 3 . 4 volts variation and 6 . 1 volts maximum drop. 

Before going farther, it should be noted that this calculation 
is for one main only, hence, with similar drop upon the opposite 
main we have a departure from normal of 3 . 4 volts across a set 
of lamps rated at the middle value. This still gives very larpe 
departures from normal candle-power an<l should be greatly 
improved in an actual installation. In this case, the mains 
should be enlarged and feeders installed as well. 

Our comparative results still are representative, and it is seen 
that a certain amount of copper installed as a feeder gives better 
regulation over a system if it runs to a point other than the end 
of the main; that a feeder tied in to the main at successive load 
points will raise the average voltage of the system more than it 
will if attached only at its extremity, but this is done at the 
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expense of uniformity of potential. In general, these two points 
will determine the connections made from feeder to main. 

In a lighting load, it may be necessary to raise the potential in 
a certain vicinity. This can then best be done by bringing a 
feeder to the point in question. Inasmuch as Hghting circuits 
cover so great a territory and ramify so thoroughly throughout it, 
it will generally be possible to tie main circuits together at 
innumerable points, in which case, the lightly loaded mains will 
sustain the potential of the heavily loaded mains at some value 
intermediate to their individual potentials. Wherever possible, 
lighting mains should be thus tied into networks, as it tends 
toward increased stability of the whole system. 

Feeders are still used in connection with networks, however, 
as they are the only means of relieving certain sections from 
the effects of overloads. They are then connected only at one 
point. 

Railway loads differ in many particulars from lighting loads. 
Feeders paralleling the trolley wire are required for all such 
installations of any consequence. The load point is constantly 
shifting, however, and hence a feeder connected only at one point 
may be close to or distant from the place where the greatest 
relief is required. Moreover, the attempt is made to maintain 
as high voltage as possible under the bus bar potential at all 
points of the system. Mere uniformity of pressure is of no great 
importance, whereas high voltage throughout the^ system is 
important. Because of these several conditions, railway feetlers 
should be tied to the conducting trolley wire at frequent inter- 
vals, the result being the same as if the trolley wire were increased 
in size. 

Another difference between the two systems lies in the fact 
that, due to other causes than voltage regulation, it is impractic- 
able to tie railway circuits into great networks as is tlonc in 
lighting systems. Hence the paralleling of feeder and main by 
frequent ties !e restricted in its application to limited circuits. 
Within the limitations allowed, however, it should be practised. 
This restriction of networks is necessary in order to provide 
independence from local troubles upon the line. Disturbances 
are much more liable to occur upon a railway system than upon 
a lighting system due to the nature of the load, its fluctuations, 
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the more exposed line construction, etc., and when they do occur, 
they may be serious enough to entirely cripple all lines tied t<>- 
gether by extending back into the stations. The greater the 
power represented in the network, the more disastrous may l>e 
the result of an accident. Even if sufficient protection is pro- 
vided to avoid injury to apparatus, circuit breakers will open 
upon the lines and feeders represented, stopping cars and tying 
up traffic in all sections until the cause of the trouble is removed. 
When feeders are to be installed to points upon a network, in 
order to find what size conductor is necessary in order to sustain 




potential at a given figure, we must know the resistance of mains 
or network to that point as well as currents and drops. Take, 
f'lr example, the case of looped mains as shown in Fig. 177, with 
itH potential gradient, Fig. 178. Suppose that due to the 
extension of service all loads are doubled in value. As currents 
are doubled, the drops are doubled. It is desired to keep the 
point il/ on the positive main at its original potential, 112.1 
volts, It bemg the lowest point upon the gradient. Similarly, C 
IS to be kept at its value, 3 . 4 volts. Consider M, G being handled 
similarly afterward. 

DcmizedbvGoOQlc 
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The new conditions are represented by Fig. 184. Feeders ape 
run from positive and negative buses to M and 0, respectively. 
The resistance of the feeder AAf will be such as to halve 
the drop which there would be without it. Therefore, its resist- 
ance must equal that of the old circuit A to M. This consists of 
AC{r= r= -=0,0111) \a series with the two parallel paths 

CFM (r=0.05) and CHKM (r =0.03). ^Mience the circuit 
resistance equals 

(0,30) (0.05) 
«-«'^^+ ^3-^0:0^ =''-«2»«°'""«- 
This will be the resistance for the feeder AM. We now have a 
network of conductors such that there are four possible circuits 
for current to follow in passing from A to K, H or F. This gives 
& rather tedious calculation of current division derived by inverse 
resistances. 

We find, however, that the current and drops in different 
portions are: 

A C F M K H CAM 

I. 224. S -49.3 '-9,3 '-64.5 I 15.5 175.5 '— ' 136,2 
Drops I 2.5 ,- 0.986 ,-0.279|- 0.645| O.lSsJ 1.755— 4,00] 

This gives potential gradient as compared with the former condi- 



Old 116 114 113 1 

tinn where the two values for M, 112.2 and 112.1, are identical 
except for small errors in the calculations. It will be noted that, 
whereas the old condition gave potential variation at the loads of 
l.y volts, the new arrangement gives 3.4 volts' variation upon 
this one main. Without calculating the gradient of the other 
main we cannot tell what effect this will have upon load voltages, 
■T how great will he their departure from a midvalue. 

\n before noted, the feeder upon a 110-volt system may come 
from a bus bar which has a potential of 112 volts. In this case 
the feeder will not need to be so large in onier to give the same 
relief. 
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Take, again, the case showD in Fig. 181 and discussed on p. 21 C. 
With the feeder coming from the llO-volt buses it was found 
that it would be necessary to install a feeder three times the size 
of the main in order to permit a drop of 1 volt per main. If the 
feeder is derived from a 112-voit bus bar we will have the condi- 
tiom) Hhown in Vi^. 185. 



There will be allowed a drop of 1 volt in the main. Its current 
must, therefore, be 

i = = .T = 50 amperes. 

This leaves 150 amperes to be carried by the fpedcr. Bui the 
feeder will have 3 volts drop (112-109). Its resistance will, 
therefore, be 0.02 ohms. But this is the same as for the main. 
Hence, if the feeder originates at a 1 12-volt bus bar, it may be of 
the same size as the main, or only one-third what was required for 
the other ease. Or the total amount of copper used, mains and 
feeders, would be 50 per cent, less with the higher voltage feeder. 
Upon this plan, the corresponding auxiliary bus bar for the nega- 
tive feeder would be at a potential of — 2 volts. This may be 
extended into network calculations and a decided saving in 
copper will be shown in conjunction with the use of higher 
voltage feeders. This leads to the installation of aiaHiary bus 
burs at stations, practice including sometimes three or four stci>s 
ill potential. The lowest of the auxiliary buses are used upon 
smallest loads and shortest distances, reserving the highe.it 
voltage for long or heavily loaded feeders. Typical steps would 
be represented by prcMMures of 110, 114, 118, 122 volts between 
pairs of buses. These would be so arranged that successive 
positive buses would represent potential differences of 2 volt;?, 
successive negative buses being similarly apncetl. The same 
anangcmont will apply to alternating current distribution, 
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ulthough we must there refrain from dtatinguishing between 
buses by the use of algebraic signs. 

While the design of mains and feeders is extremely simple 
having once determined the allowable power loss or the voltage 
drop, the determination of that starting point is far from elemen- 
tary. It will take but a little work to determine that a feeder 
must be of such and such a size in order to bring voltage regula- 
tion within certain desirable limits. Thia, however, does not 
finish the investigation, which must be carried far enough to 
indicate the expense for the propo.sed scheme and the saving 
accomplished by it, reduced to the annual basis. The economicid 
licsign of the system may be quite a different thing from that 
iice<led for certain ends. A proposed improvement may not pay 
for itself. With networks of conductors or even with simple 
circuit conditions the ultimate solution is very complicated. 

The first promulgation of anything like a general law covering 
iliis determination is known as " Lord Kelvin's Law." Briefly it 
may be stated thus: The most economical conductor is that one/or 
iihich the annual interest upon capital invested will equal the annual 
(""l of energy wasted. 

This "law" has been revised and extended in very many 
particulars, yet it is of doubtful value, except in a most general 
sense or an erUirely specific case. But the latter is never found. 
The solution contemplates the cost of conductor, whereas, line 
incidentals vary in connection with conductor changes but not in 
the same ratio. These ratios are hard to determine and can be 
expressed only approximately. .\n investment once made in 
line material and construction represents a fixe<l charge in 
interest, maintenance, etc. In the meantime, the power loss 
will vary with the load carried and may either incre.t.se or dimin- 
L'h. The cost of energy wasted may be considerably less than the 
cidite of that energy, considered from the commercial standpoint, 
provided there is a demand for all the power available. pAen 
ihoii, we are not so much interested in (he cost of power or of the 
prii-e for power as we are in the margin between these two, which 
represents earnings. The financial problem must contemplate 
the frequent necessity of low first cost in order to allow any kinil 
«)f a start to be made without imposing too large a burden of 
fixed coats before returns will warnint-thcni cr backing can be 

15 y- I 
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BCcured to satisfy them. This is a very common condition 
imposed upon the engineer. It carries with it the necessity for 
future extensions and enlargement after initial success has been 
attained. 

If all the very numerous conditions going to make up the 
problems of design were similarly effective in the various proposi- 
tions, this method would be of much assistance. Or, if similar 
cases could be successfully grouped, there might be warrant for 
ita use. But power systems are individual, and classification by 
certain standards will accomplish little when analysis begins. 

In general, where railway, lighting, or power distribution cir- 
cuits are concerned, and indefinite amounts of power are used, it 
is advisable to assume in design a de&nite line loss unless power 
supply is closely limited. This loss will vary from 4 or 5 per cent, 
for short distances to 15 or 20 per cent, for long distances. The 
larger losses would indicate ample source of inexpensive power, 
as water-power. If, upon the other hand, the power is purchased 
and the system contemplates distribution only, economy of 
handling is desirable, &s it is seldom known in advance what the 
marginal difference will !« between purchase price and selling 
price. If this were known, it would allow check calculations to 
be made balancing value of lost power against fixed charges 
accompanying increased price of construction. 

This needs one more point of advance information in order lo 
become fairly secure. That is the amount of power used. Here, 
if power is purchased, small loss and small cost of installation 
must be balanced against each other. Wherever there is ft 
limited source of power with a generous demand for practically 
all that can be furnished, low line losses are desirable. 

Reliability of service is a consideration which often ver>' 
seriously affects the design, increasing cost in many cases hy 
serious amounts. It is, of course, necessarily accompanied hy 
increased difference between cost price and selling price. Situa- 
tions are numerous where this phase of the subject is of para- 
mount importance and all other considerations give place to it. 

For distributing circuits for combined light and power, Dr. 
Steinmetz, in his "General Lectures," reaches the following con- 
clusions in regard to copper economy. 

1. Two-wire direct-current or single-phase alternating-current 
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I Ul-volt circuit, used for short distances only, may be used as the 
standard of reference and therefo^-e uses 100 per cent, of copper. 

2. Three-wire direct-current or eingle-phase alternating-current 
1 lQ-220-volt circuit, with neutral at half size outer mains will use 
'61.25 per cent, of copper. 

3. Four-wire quarter-phase alternating-current circuit, each 
phase being 1 10 volts, copper used is 100 per cent. 

4. Three-wire quarter-phase alternating-current circuit, each 
leg 110 volts, with common wire 1.41 times the size of outer 
mains, uses 72.9 per cent, copper. 

5. Three-wire, ■ three-phase alternating-current circuit, line 
voltage, 110 volts, uses 75 per cent, of copper. 

0. Five-wire, quarter-phase alternating-current circuit, with 
110 volts between each line and neutral, with neutral of one-half 
llie size of each outer main, copper used is 28. 125 per cent. 

7. Four-wire, throe-phase alternating-current circuit with 110 
volts from each line to neutral, with neutral half the size of each 
outer main, uses 29. 17 per cent, of copper. 

8. Four-wire, three-phase alternating-current circuit, with 220 
vuits between mains, with neutral placed between two lines only 
forming a UO-volt, single-phase lighting circuit with a 22()-volt 
three-phase power circuit, uses 31.25 per cent, of copper, for 
lighting, but only 18. 75 per cent, for power. 

Summarized, these may be illustrated by Fig. 186. Number 2 
is most frequently employed with its very low percentage of 
itipper, 31.25 per cent. Number 8 is practically the same thing 
except that an additional wire is used to give three-phase power. 
This will permit the installation of polyphase niotora upon the 
line, while No. 1 will allow only single-phase units. 

It will be noted that, wherever the distribution can be described 
&S an approximately double voltage system, economy is marked. 
Numbers 2, e, and 8 are at 220 volts. Number 7 is at 190 volts; 
these save considerable copper. Number 6 has five conductors, 
however, which means a greater cost of installation and main- 
tenance. 

la the foregoing discussions, we have assumed certain con- 
ditions of supply without indicating how these particular relations 
of voltages, etc., are ordinarily secure*!. 

tor example, the three-wire system has been mentioned, 

wGooqIc 
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wherein, with either direct current or alternating current, the 
distribution voltage is at double the potential used by the lamp 
unit and a third wire, called the neutral, ie installed, being of a 
potential midway between the two main conductors. 

With alternating current, this end is very easily attained, as it 
is a simple matter to bring a middle tap out of a transformer 
secondary, to put two transformer secondaries in series, with the 
neutral coming from their common point, or even to bring a 
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Flo. ISe.—Copper Manomy for varioua syilems of diatribution. 

middle tap from the generator, if only short distances are aeni'cd. 
Ordinarily, of these three conditions (a) (b) and (c) of Fig. 187, 
the first one is most commonly seen. The distance from genera- 
tor to transformer may he several miles if desired, and the 
voltage used for this two-wire distribution may be high enough 
to give economy of construction. If long distances are necessary 
it is best to transmit by high voltjipe three-phase circuits sepaiiit- 
ing phases and using lower potential, as 2300 volts, from siilt- 
stationa to local transformers placed upon poles and changing to 
22U volts with 110-volt neutral. ; 
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Flo. 1S7. — Souroes of lupply far three-wire sygtem. 
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■ AVitli direct cuiTcnt the mnttPr w not so simply arranged. In 
order to bring out the neutral of an armature winding UMe<l with 
commutHtor and brushes, it is customary to arrange circuits a-s 
shown in (d) Fig. 187. This three-u-ire generator haa two slip 
rings diametrically connected to the armature winding. A 
reactance coil is placed across the circuit from the center of which 
the neutral may be taken. Another way of securing this is by 
placing upon the armature an auxiliary winding of half the 
number of turns and permanently connecting it to the main 
winding at one point (e). The point upon the secondary winding 




diametrically opposite to the point of connection is the neutral 
point of the armature. One lead coming out to one slip ring will 
give this neutral connection and no reactance coQ is required. 

Two generator armatures placed in series (/, Fig. 187) Is, 
pcrhap.s, the simplest scheme used. 

One generator with a storage battery floating across the line 
will allow a neutral to be brought out of the midpoint of the 
battery g, Fig. 187. An auxiliary generator may be tised 
between one line and neutral (A), where it will operate as gener- 
ator when its side of the system is overloaded, Init will run as 
motor when the other side carries the overload. Its driver 
shoiihl l>e arranged to pump back upon the line. This may \x 
done by belting it to the main generator, or, as ia quite frequently 
done, the motor may be similarly installed between neutral and 
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the uther main. This (j) in known as a balancer set, and the motor 
and generator relationship will change between the two nienibera 
of the set with a shifting of maximum load from one side to the 
other of the system. 

When rotary converters are used to give 500 volts direct 
current for railway work, it is frequently desirable to secure 
250-volt circuits for light workshop motors, etc. This may be 
done by bringing a neutral wire from the center of the trans- 
formers supplj'ing the rotary convertor. This point is of exactly 
the same potential as the neutral point of the armature winding 



00 




Fio. 189. — AojiIliBry scnerBton with thiee-vire aystem. 

would be if such a point actually existed. The diagrammatic 
Bketch of Fig. 188 will make this relationship clear. 

Xumerous other less common schemes exist, using combina- 
tions of boosters, balancers, etc. When auxiliary bus bars are to 
be used for sending out long feeders, it is usual to install additional 
generators. This is illustrated in Fig. 189. 
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CH.\PTER VIII. 

CONSTANTS OF CIRCUITS. 

Resistance. — All matciial used for conductors present remt- 
ance to the flow of energy. This property of conductors h&s 
already been discussed in the first chapter. There we found 
copper to be the best material commercially available, as it has 
the lowest resistance. Owing to lightness of aluminium this 
metal stimLls a close second in choice, though its resistance is 
considerably more. 

The resistances noted in that discussion, however, are the true 
ohmic resistances, values which may be observed with the use of 
direct currents, and they are the causes of the heating of the 
conductors. That is, because of the resistance, it requires the 
expenditure of energy to transmit power and this energy loss is 
measurable. 

We have then 



Either means suggested by this formula may be used In the 
determination of the resistance, the measurement of power loss 
and current or the measurement of voltage and current. This 
assumes no leakage current, or, at least, by neglecting to correct 
therefore, one incluiles the leakage path as a part of the circuil 
measured. 

Alternating current may not be used in this reading unless 
other restrictions are made. 

With alternating current flowing in a circuit, there is an alter- 
nating flux set up around the conductor. This flux cuts ailja- 
ccnt materials during its alterations and there results therefn>"i 
an induced voltage in the substance. This will cause to flow a 
load current, in q\iantity depending inversely upon the resistance 
of the path of flow, A corresponding losa is introduced due to 
these secondary currents. 
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There 'm likewise iiii otiergy loss in the puwer miuired to rovejue 
tlie luagiietism uf iron (or other iinkterial) in tlie immediate 
vicinity of the circuit. This hysteresis loss also uses power from 
the circuit. 

Uuequal current tlistribution, especially noticeable with the 
use of iron conductors, gives the effect of smaller cross-section of 
wire. This gives a eimilar, though small effect, with large copper 
conductors and in every case is greater with increased frequency 
of alternations. 

Here, then, are those additional sources of loss of energy which 
will be included in the reading of power loss. Hence, in desig- 
nating the residtani resistance of the circuit as in opposition to the 
true ohmic resistance, we use the term effective resixtarice, because 
the circuit has the same effect upon current flow as if it had 
this particular ohmic resistance without other losses. 

It must be remembered, therefore, that the effective resistance 
of a circuit will exceed the ohmic resistance by an amount 
depending upon the hysteresis loss, eddy current loss, unequal 
current distribution, etc. The general nature of the circuit will 
tell whether or not the effective resistance will be appreciably 
different from the ohmic resistance. For example, in an aerial 
transmission line the hysteresis losses in dielectrics, the eddy 
current losses in conductors, the skin effect, etc., total only a very 
small percentage of the whole resistance and are generally 
neglected in calculating the circuit. 

The self inductloa between wires carrying alternating current 
depends upon dimensions aa may be seen by the formula for the 
coe^ident of self induction: 

Unit current flowing in a circuit seta up a certain field of force 
about the conductor. The cocffi.cient of self-induction is the 
number of lines of force interlinked with the circuit per unit 
current. 

For all practical purposes, sufficient accuracy may be attained 
in its calculation by making certain approximations. It will l>e 
a^isumed that the conductors are distant from each other far 
enough so that the radius of the conductor is small compared with 
the interaxial distance; that current distribution in the conduc- 
tors is uniform; that in integrating flux from one conductor to 
the other by proceeding to the center of the second wire we have 
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iLveraged the effect of that flux (tutting the secoml coiuluctor; 
that permeability of the surrounding medium is unity. For 
cables at short distances from each other these assumption:! 
cannot be made with impunity. 

Figure 190 gives the conditions of the circuit. 
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Fia, 190.— CokuUtnii of coefficient of seir-induetxin. 

Flux in any elemental shell dx, of radius x, from A to .fi is set 
up by that portion of the current within the shell. This current 
18 only a portion of the total current I. 

■--">■ 

It exerts a magnetomotive force in the annular zone dx amount- 
ing to j/ centimeter-gramme-second units, the path being 'litx 

in length. Hence, the magnetomotive force per unit length of 
path is 



J -i-2KX = . c. g. s- units. 

"' 2r.r^ 

cylindri 



The flux produced in the cylindrical shell of thickness dx is 
2x1 
\2jn-V 
This fiux, however, does not represent an equivalent number of 

intcrlinkages, because it surrounds only ^ of the conductor and 

its ciirrent. Therefore, we have 



J dx( j)=- ^ dx inter linkages. 
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The limits of integration f(ir this conditiou aiu x = o ami x = r, 
Ijcyoiul which, conditions change. 

2/ C 2//rA / 

-- I 3^dx= I \ = , interlinkages within conductor. 

Beyond the surface of this conductor the magnetomotive 
force per unit length of path ia / -^ 2kx. The resulting flux will 
Ix". for width dx, 

— {47c)dx= ■ dx. 
2^\ I X 

The limits, as stated in our assumed conditions, will \k x = r and 

X = d, counting to the center C of the opposite wire. 

JHx d 

— 2Jlog, . 

This flux interlinks with the total wire so that we have inter- 
linknges: 

/ d 

Whence the coefficient of self induction per unit length of<on- 
ductor is 

L= - = r-+21og^-, c. g. s. umts. 

L per cm. of wire = ( 0.5 +2 log, ■ liO"' millihenrys. 

The presence of the natural logarithm in the formula necessi- 
tates the use of a reduction constant with common logarithms, 
lience, if 

log is to base 10. 
ii = distance between centers of two conductors. 
r = radius of conductors. 

L = Belf inductance of each conductor in millihenrys. 
We have 

10. 5 + 4. 01 log 110-"= L per contimoter. 
5+4,01 log -]lO-'= /., prr im-h. 
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;i().48fo. 5 + 4.01 log M0-'= L pci foot. 
3048o(o.5 + 4.01 log llO-«= Z, per 1000 feet. 
lG09.Wo.5 + 4.«l log nO-'= L per mile, 
or O.08O5 + 0.741 log = L per mUe. 

When a three-phase circuit is considered with conductors at 
vertices a.h.c. of an equilateral triangle, the flux set up by current 
in any one conductor does not pass between the other two con- 
ductors. That is, the inductance of ab is not affected by c. 
However, b does not carry all of the return current for a besides 
which it does carry some return current for c. The current cycle 
in a is the same as that for b except for the phase. 

The self inductance of a will' be as before determined for one 
conductor of a .single-phase circuit, liecause we may consider the 



single conductor a with return circuit at h and c both wires distant 
rf. Similarly,! he self inductances of b and c are the same amounts, 
but the effects do not add directly, because of the phase differ- 
ences in the currents. In fact, the familiar Y vector diagram 
will be of use in understanding the conditions. Considered as 
individual conductors (that is, positive outwardly from the same 
end and not as retiirns) they differ in phase by 120°. 
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In Fig. 191 the vector L^ represents the self-inductanee of c 
ductor a per mile and is equal to 



Similarly, Lf, and L^ have the same values, but are combined mth 
Lg and each other at angles of 120°. The inductance of the loop 
ab is, therefore, the vector difference between L^ and L^ {.differ- 
ence because they are not considered as return conductors). 
Similarly for be and ca, whence 

^06= ^i«= ^™ = -s/a/o.osos+o.T^ log^Y 

When a two-phase, four-wire system ia used, if the four con- 
ductors are located at the corners of a square the two phases may 
he considered separately. The inductance per mile of conductor 
is, as for the single-phase circuit, 

d 

L=0.0805 +0.741Iog . 

Per phase of two wires the value is twice this. Per circuit of 
two phases, the phase inductance is divided by two, reducing the 
value to the same as for one line. 

Subdivision of a conductor is often saiil to decrease the iniluc- 
tance. This is an error caused by confusion of the ideas of 
inductance and inductive drop. By examining the formula for 
the value of L it will be readily seen that decreasing r will increase 
L, the direct opposite to the above statement. The effect upon 
inductive drop, however, may be to lessen it. With an alter- 
nating current circuit, the voltage drop due to self induction is 
measured by the rate of cutting of the lines of force through the 
conductor loop. Reduced to volts, the expre.ssion becomes 
lii^ = 2r.fIJ where L is measured in henrys and / is frequency. 
The quantity Xi^ is called the reactance and equals 2r//,. Whence 
il is seen, that by dividing each of the conductors and separntintj 
(he Iwo circuits far enough so that they have no mutual effect, 
while Xj_ increases slightly for each line, the product /x^will be 
little more than half the former value, because / is halved for 
each circuit. Subdivisipn of conductors increases the self 
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iuductance of the circuits but separation of the circuits will 

decrease the voltage drop. Consequently, where inductive line 

drop is excessive due to low voltage and heavy current, the 
installation of two or more parallel lines is advisable. 




The inductive drop upon the line is combined with resistance 
drop at right angles. To illustrate, in Fig. 192 there is shown £„ 
the generator voltage, with /, the current supplied at an angle a 
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in advance. The drop due to reaistance requires a supply in 
phaHe with the current, /r = E„ while the drop due to reactance 
requires a supply in advance of the current by 90°, Ix^ = E^. 
These two add to Iz = E, where z = 's/r*-\-x^. It is seen, then, 
ttiat the drop due to the impedance z will be the cause of subtract- 
ing from the generator voltage the vector E„ leaving E as the 
supplied voltage at the receiver end of the line. 

Figure 193 shows a similar condition for a three-phase circuit. 
The line voltages at the generator are represented by the sides of 
e<iuilateral triangle Eg, E'^,- e"^. The receiver voltages are 
similarly indicated by the triangle E, E', E". 

Capadty. — The two wires of a circuit maintained with a 
potential difference between them induce charges upon each 




LJapaCLty of siDgle-phBae liae. 



Other. The capacity of the line is the ratio of the charge upon the 
line, to the potential causing the charge. Or, what is the same 
thing, it is a mea8ure of the quantity of electricity held by the 
line when it is charged to unit potential. 

It may be calculated or measured. For normal transmission 
lines we may assume that the charge is uniformly distributed 
over the conductor. This will not hold for wires or cables placed 
close together. Assume two conductors of a circuit aa having 
CFig. 194). 



r — radius of conductor. 

d —distance between centers of conductors. 

X ""distance from center of one conductor tc 



e point l>etweea the 



Q —the charge upon each wire, negative for B, positive for A. 
le —Specific iud. cap. and is oasumed to be that for air —1.0. 
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The electrostatic field about the conductor A due to its charge 
will have a value inQ, while at a distance z from the line its 
intensity will be 

4ffO 2Q 
2}ix X ' 
The electrostatic field at the aaine point due to the charge — Q 
upon B will be measured by 

4«0_ -2Q 
2x(d-x) ^ ~d-x 
The resulting intensity is 

2Q ^ 2y 
X d— X 
The potential obtained by a particle moving from the center 
plane C, which is at zcropotential,to the surface of the conduci or 
A will be the same as that of the conductor. 
The potential is 
d 



J: 






■2« I 



Charge for unit potential will, therefore, be 

C^ - -^ ^ ' - 

/ d-r\ , d-r 
2Q(\iyg, ^ j 21og, -^- 

Again, where d is large compared to r, d—r may be consitleretl 
as equivalent to d. Hence, we may for ordinary aerial lines, use 

C= electrostatic units. 

If we change our system of units to the electromagnetic units 
and let 

6'= capacity in microfarads of one comhictor in respect to the 

neutral plane, 
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fi = interaxial distance between comluctors, 
r = radius of wire, 

logs are taken to base 10, 

then, 

0-241 

- 10'° = C' per t-m. of wire. 

log 



lop 

-' , 10-« = C'ppr 1000 feet of wire, 
log 

38781 

log 

log 

The capacity of the circuit {consisting of two wires) for each of 
these respective lengths will be half the above quantities, a3 
we may consider that there are two line-to-neutral capacities 
phice<l in aeries across full potential. Heme, we may consider 
the line as having a certain capiicity per line referred to lineAo- 
miitml vintage or as having one-half Ifuil capuciti/ referred to line- 
t,,-line voltage. 

^\'ith a three-phase, three-wire system, the capacity of each 
wire to neutral ia represcntPtl by the formulse as above given for 
lUie-to-neutral with two wires. The distance between wires ia 
still given as d. That is, the equilateral triangle is of side d. 
This may be proven analytically or it may be shown by the foUow- 
inp process of reasoning, 
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In Fig. 195 ia shown a three-phase line with wires at A, B, and 
C. The radius of each wire is r and the axial distances between 
them d. 




Fia. IBS. — Capacity <rf Ihiwpbue eireuit. 

Conaidering two wires, A and B, the iine-to-neutral capacity of 
A would be, per mile of conductor, 

0.03878 

log- 

The capacity of -4 to neutral Z will similarly be 
0.03878 

log- 




Fio. 196.— Vootor mj 



These two capacities are in parallel but are not effective in 
time phase with each other. In fact, they must be added ver- 
torially at 120° displacement because that is the displacement 
between the electrostatic Btreascs between the two phases. This 
gives Fig. 190, where aa vectors 
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But C^ is numerically the same aa C^^ or Co,, etc. 
Therefore 

0.03878 



This gives the Une-to-neutral capacity of eath line, acrose which 
line-to-neutral voltage is impresBcd. 

An infinite capacity would act like a short circuit upon the line, 
as is shown by the formula for the reactance due to capacity, 

1 

x.= - — 

The reactive drop in voltage is 



and is negative in comparison to the inductive reactance. Thus 
we have for the total reactive drop, due to both inductance and 
capacity in the same circuit, 

■E^=i{£}-x;^=ix. 

The resultant of the two adds to resistance drop at right angles, 
giving for impedance drop 

Other Line Constants. — The circuit conditions above discussed 
are the ones most frequently used in practice. So also are the 
values of inductance and capacity there derived the most 
important. There are conditions, however, where vmliuil 
inductance of ctrcuils, inductance of line to ground, capaeily 
between circuits or capacily of line against ground may be of prime 
importance. 

This group of line constants for the ordinary transmission lino 
Li not normally very important in operation with the exception 
in one case, perhaps, of the mutual inductance and capacity 
between circuits. These become of serious consequence in the 
case of a telephone line which closely parallels a power line. 
They are generally otherwise avoidable, to such an extent that 
their effects are neglected in calculation:^. 
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The constants of the line in respect to ground, as before stated, 
do not affect normal operation except under special circum- 
stances. They become of great importance when abnormal t-on- 
ditions occur, such oa the grounding of lines, surges upon lines, 
lightning discharges, etc. The most important of these will be 
diacuased later in connection with line phenomena. At present, 
we will simply derive the values of such constants as will l>e 
needed in these after discussions. 

In the case of two aerial lines, there exists a midplane of zero 
potential. The lines of force and equipot«ntiat surfaces form 
cylinders about the conductors, but not concentric thereto. 
When one line is considered as opposed to ground, the ground 
surface becomes the plane of zero potential. The lines of force 
and the equipotential surfaces about the conductor resembles 
those juat described for one of two wires. 

That is, lines of force and equipotential surfaces may Iw 
represented as if there were a return conductor below the surface 
of the ground at a distance equal to the altitude of the conductor 
above the surface. This would make the earth's surface the 
midplane of zero potential. The convention usually refers to the 
subterranean conductor as the imaginary conductor or the itnaye 
of the real conductor. 

The calculations then proceed as before and we arrive at 
expressions identical with those reached previously, namely: 

0,0805+0.741 log =L per mile of conductor, 

0.03878 ^ ., , , 
.— "C per mile of conductor, 

log 

where the symbols are interpreted according to the aI)ove 
di,scusHion, giving 

L = inductance against ground, in miiUhenrys, 
C = capacity against ground, in microfarads, 
d =2A = twice the height of conductor above ground (i.e., llie 
interaxial di.stance between the real comluctor and its 
image) . 
T =rndius of conductor, 
logs are taken to base 10. 
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This K^tatempiit n! aymbuls introdupcf* nothinff new except, llic 
ItromU'tim}; iii order to include tho iniasinnry return conductiu*. 

We may, therefore, consider the two (liUHes as ^ 

identical, and make use of the same fundamental 
conceptions. 

Mutual inductance, the effect of a power line 
upon an adjacent telephone line furnishing a 
noteworthy example, is a measure of the flux set 
up by the one line and interlinked with the other 
circuit, for proper units of current, etc. H 

In order to calculate this effect, it is, therefore, 
necessary to derive, first, a statement for flux 
interlink ages. Fig, 197 shows a power circuit A, 
B, C, with a telephone circuit S, T upon the same 
pole line. It is evident that the flux interlinked 
therewith depends upon the distance from one 
circuit to the other, the position of the telephone ^ -v :---. r- 

, , , , ,. dueed polentiAl in 

Wires in respect to each other and the power line telephone line. 
and the distance between the telephone conductors. 

Let 

= distance between A and S. 
= distance between A and T. 
=di8tance between B and S. 
^distance between B and T. 
=distance between C and S. 
= distance between C and T. 

The effect between A and S and between A and T will be, 
respectively, 

//^=0. 0805+0-741 log — ^ niillihenrys per mi, of conductor. 
/^ot^^O. 0805+0. 741 log - '- millihenrys per mi, of conductors. 

The difference between these two values (M^ gives a measure 
of the local disturbance of the circuit ST by the wire A. This is 

Jtfo=.^-<„-X'a,=0-74lf log --log '^') = 0.741 log "'. 
\ r r/ a, 
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Similarly, 



0.74inog^-log-l=0.741Iog 
Afj=0.74inog'^'-log'"' 



= 0.741 1( 



These three inductances are components of the mutual inductance 
of the two circuits, but they are displaced from each other in 
time phase by 120°. They add vertorially, therefore, giving, by 
means of resolving them into components along M^ and perj>en- 
diculur to Mg, 
M = ^[{M^~Mb COB QOP-M^ cos 60°)» + 

(Af t sin 60°- M^ sin 60°) '] 

= \/['V/o' + ^^^6* + M^'-M^M^- M^M^- itf fcMJ 
where M is the mutual inductance between the two circuits 
measured in whatever units, L^, L^, and L^ are, generally milli- 
hciirya. The induced voltage in the circuit ST will be, 

where, 

/ = frequency in cycles per second, 
jW" = mutual inductance in henrys, 
/ =current in amperes, 
E = voltage. 

Electrostatic induction between the two circuits induces a 
charge upon the telephone circuit. This places the telephone 
conductore at a potential against ground. The potential may l>e 
high enough to introduce considerable danger into the ordinary 
process of merely handling the telephone receiver. 

The potential of the wire S, Fig. 197, will be calculated by the 
same process that was used in determining the potential of one 
wire in the problem of line capacity. The limits of integration 
will be determined by the distance of S from the neutral piano 
the earth's surface. 

For the sake of convenience, let the (listance of each condm-lor 
from ground be represented by the minor of the same letter as is 
used for the wire (o, b, c, a, t). 
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'l*hen, appro xiiuately, wc have the following resulta, 

Potential to A = I (^4— ?^)(tc=2QIog, -""- 
J r\^ 2a— x/ r 

Potential to S= ( — + ~^—]dx=2Q log, ^ "*"- 

J o-sVar 2a-x/ ' a-s 

If it is desired to state the latter in terma of distance between 
main and telephone line, A to S, the form becomes, if a,=a—s, 



The form of this expression is, of course, similar to that for poten- 
tial of A, where t is replaced by a^. 

These potentials are expressed in absolute units and in terms 
of natural logarithms, but they have the same ratio as the volt- 
ages of the two wires and, moreover, the logarithms may be 
taken to base 10, as we are interested only in their relative values 
in this particular case. 

a + s , 2a— a, 

log log i 

Co a~s a, 

log log 

r T 

If, then, the potential of A is E^, the potential of S above ground 
due to A, will be 

, 2a~a, 
log 



Similarly, if 

6-8 = 6, 

c— s=c, 
wc have potentials of S due to B and C, respectively, 

, 2b-K 
log— ^- 

log 
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log ^- 

The potential of iS will bo the vector sum of theae three quantities 

taken jit angles of 120°, 

The potential of T above ground will be different from that of 
iS, inasmuch as the distance ( is not equal to the distance s, hut it 
wouUl be derived in the same manner. 

Line Regulation. — Having tletcrmined L and C, and thence 
Xi and Xg, the value of the line drop is 

E, = lVr^'+{x,-x,)^=lVr*~+^* 
The vector of voltage required to overcome this line drop must 
he subtracted from th« vector of generator voltage in order to 
ascertain the vector of delivered or receiver voltage. Or, vice 
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viT.sa, it must he a<ldetl to the receiver voltage in order to obtain 
the generator voltage. 

This is the problem of calculation of line regulation. It may 
he solved graphically, trigonometric ally or by complex quantities. 
Probably the second method is as satisfactory aa any for the 
actual calculations, being more accurate than the graphic 

Dllipr, In point of fac'I. in a tniniimiMion Line they an distributed aa wiU be m™- 
lioneii nBDiD noon nncl in Ihc onlrulationJ) of a aubsequent chapter tliia is recacnixgd. 
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method in cases of small line currcnta. A fiimiliarity' with nil 
tliroe methods, however, permits their efficient uummingling, as 
will be done here. 
Figure 198 will make the problem clear. 

Lot 

ft'o= generator voltage, 

E = receiver voltage, 

/ = current, 

r = resistance of line, 

X =1,— a;j=reactance of line, 

z =impe(lance of line, 

cos fl = power factor. 

If is generally advantageous in power utilization if E, the receiver 
v{>Itage, can be kept constant, allowing the generator to regulate 
for varying line drop. This variation in line drop may be caused 
by change of load or change of P. F. of the load. 

Suppose, then, that E is constant. We may use it as the 
initial line. At an angle with E will be laid off /, lagging if the 
load is inductive, leading if the load is condcnnive. In this case, 
we will assume a lagging current in respect to the voltage. The 
vector for voltage required to overcome impedance drop is 
easily located by combining E, = Ir, in phase with the current, 
with E^= Ix, 90° ahead of E,. This gives E„ which adds to E 
in order to obtain Eg, the voltage required at the generator. 
The vector diagram shows relations of the quantities in both 
magnitude and phase. It is, therefore, evident that to E must 
lie added the projections of E^ and E, upon the initial line, 
while their projections upon a line perpendicular to the initial 
line will be added at right angles. Hence, 



£'„=-s/(A' + /rco9fl + /xBinfl)' + {/rsiiifl-/xcoatf)=. 

With leading current, the expression is identical with the 
alK)ve, but the sin becomes negative and thus affects the 
rcHults. 

If Eg w constant, thie expression may be used in the form, 

ff = V^„'-(/rain fl-Zj-coT^'- {Ir cos fl + /j-sin (I). 
These e^iuations are identical with those in complex ({uantities 
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if we icnietiilKT the conventiona that in this ease may be stateil 



J5 =e, being initial line. 

K ='<'« + }«' o 
Therefore, 

Eg= e^-i-je'^={e + ir+i'x) +j{i'r—ix), 

where the symbol j indicates the right angle relation between 
the vectors to be combined. Or, agaiQ, 

e = eg + je'g—j{i'r~ix) - (ir+i'x) 
= eg—ir—i'x+i{^g—i'r+ix). 

This process of Ending the line drop and, thence, the required 
generator voltage, properly applies to a single-phase circuit. 
With a three-phase circuit it should be calculated in respect to 
neutral, as for each leg we would duplicate this calculation 
quantitatively. Voltage between lines is then ascertained by 
multiplying leg voltage by ^^3. 

Charging current of the line is 



where 



' X, l/2KfO 

A' = voltage to neutral, 

tj = charging current at generator, 

(.' = capacity to neutral measured in farads, 

/ = frequency. 

This current does not traverse the whole length of the line, as the 
total capacity is not concentrated at the end of the line but is 
distributed approximately uniformly along the entire length. 
It is, obviously, incorrect, therefore, to calculate line drop for 
this current for the whole length of line or to assume the charging 
current as combining with load current at the receiver end. The 
accurate calculation for these conditions becomes complicated, 
so that approximations are made. The effect of this varia- 
tion in charging current along the line is to vary not only 
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the quantity of current, but also the current phaae, because, to 
a given load current is added a right-angle component of changing 
length. This phenomenon is noticed, especially, in connection 
with long-distance transmission lines, underground cable systems, 
high-potential transformer windings and reactance coils for high- 
frequency currents. 

There are several methods of solution possible which more or 
less closely give satisfactory results depending upon conditions. 

When charging current is less than 25 per cent, of load current, 
with about 10 per cent, line losses, it is generally sufficiently 
accurate to assume the capacity as concentrated in one condenser 
shunted across the line at the middle point. Above these values, 
up to perhaps a 50 per cent, charging current, or for more refined 
calculations with the lower values, an increased reliability will 
be attained by assuming the capacity as made up of three parts, 
one-sixth at each end and two-thirds at the center of the line. 

As an example of inaccurate results reached in some cases, 
Steinmetz shows the necessity for refined calculations for one 
particular caae in his book "Transient Electric Phenomena and 
Oscillations." In this caae the line-to-neutral voltage was 
00,000 volts, the load delivered 200 amperes at 90 per cent, 
power factor lagging current, frequency 00 cycles, length of line 
200 mites. Roughly, the charging current was 65 per cent, and 
the line drop about J6 per cent. Calculated accurately, the 
results may be tabulated aa in the first three columns of Table 
XXIV. 

Table rsiV. 



Capacity. 



Distributed. 



: Nob 



Rec. 



Gen. 



Condition at 


Rec. 


Mid. 


Gen. 


Gen. 


Gen. 


Gen. 


Current. 


200 


178 


175 


200 


186 


176 


Voltage. 


60000 


66400 


70700 


76400 


B6000 


76400 


fowet factor. 


0.90 


0.97S 


0.993 


0,83 


1.00 


0-93 




l-V. 


lag. 


lead. 


We. 




leftd 
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By pnfiroly noRloct inp; llio line rapacity the fourth rolumn of 
the aaine table in olilaiiwd. Tho fifth (■oliimn givM resultw when 
the entire capacity is supposed to be concentrated at the receiver 
end of the line and the sixth column represents conditions with 
total capacity located across the line at the generator. The 
actual current in the line varies from less than 175 amperes 
near the generator to 200 at the receiver, while the approxima- 
tions of the last three columns made to represent conditions at 
the generator vary from 176 amperes to 200 amperes. The lower 
value happens to be very close to the actunl value. None of the 
approximations is at all satisfactory for voltage conditions, while, 
for power factor, the fifth column is very close. 




3 



Pio, 1S9. — Line cakniUtioD. 

One noteworthy point already mentioned ia the variation in 
the power factor from point to point along the line. Beginning 
at the generator where there is a power factor of 0.993 with a 
leading current, the decrease in charging current along the line 
first inc'reaecs the power factor to unity as total current comes 
into phase with electromotive force, t hen, with continued decrease 
of charging current, the effect of inductance becomes more and 
more noticeable, as it is not balanced by the lessening capacity. 
The total current becomes lagging and increases in amount till 
it reaches 200 amperes at the receiver. Meanwhile, the power 
factor has decreased from unity to . 90. The minimum current 
upon the line will occur at tho point where the power factor is 
unity and will be close to the generator end of the line. It will 
amount to less than 175 amperes. 

When nearer approximations than the above are necessary, yet 
without requiring an ab.solute solution, it is possible to solve the 
problem by use of complex quantities. For example, assuming 
the total capacity divided so that one-sixth is at each end of the 



CONSTANTS OF CIRCUITS. 253 

line and two-thirda is at the center, the current values are four in 
number, the voltages three in number, etc., thus, Fig. 199. 

Let Tj — jii=totaI impedance of line not including capacity. 
X(=capacity reactance of line. 
1 — J j; = impedance of load. 

E, / = e. m.f. and current for load. 
E„ f„=e. m. f. and current of generator. 
E' = e. m. {. across line at the center. 
/' = current in half line nearer load. 
/" = current in half of line nearer generator. 

Of these quantities, receiver voltage and impedance and line 
impedance and capacity reactance are supposed to be known, or 
they may be calculated from known data. That is, E, r—jx, 
Tj — yx,, and x,. are known. The three separate condensers have 
reactances inversely proportional to their capacities, 
GXf, 6J( and fj;^. 

Calculations must be made step by step from the receiver end 
of the line, for current, line drop, voltage, etc. 





■ if". 


£' 


-£+/-''" 


r 


--.:■ 


E, 


=£'+;•''' 


1. 





The power factor at any of the above points upon the line is 
determined by the phase it'lation of cunptit to voltage at that 
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point. Thie is determined by calculating the amplitude of each 
one from the initial line, then taking the difference betweeo these 
two angles. The cosine of the difference gives the power factor. 
E may be taken as the initial line and is then equal to e, having 
no / component. 

Or finally, a most satisfactory approximation may be attained 
by using the first few terms in an exponential infinite series which 
expresses the true relation. . Bteinmetz shows in his book 
"Engineering Mathematics," p. 2CM et aeq., that only a few 
terms of the aeries are ever required for practical determinations 
and generally the calculation is much simplified. 
Let 

E and / obtain for conditions at receiver end of line. 
Eg and /„ obtain for conditions at generator end of line, 
Z, = rj — /ij obtain for total line, 
Y = - — obtain for total line. 
In no ctute need we go beyond the equations: 

In these equations, the quadratic terms of the second member 
may generally be neglected without much error. Moreover, 

the second parentheses contain a fraction -—- which will be 

multiplied by the coefficient Z, or Y and hence may also be 
neglected. This gives 



K-i^.^4). 



ITatural Frequency. — When concentrated inductance and con- 
centrated capacity are present in series on the same line, they are 
opposed in action. If balanced in effects, the circuit has an 
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impedance of only the effective resistance, giving resonatice. 
This is indicated algebraically in the equation for current, thus, 



-/(«,- a: J 



Resonance occurs when Xi=i(, or when 



With given L and C, varying frequency will give resonance when 

Under such circumstances, current in the circuit is limited only 
by the effective resistance and may rise to values destructive to 
apparatus. 

Steinmetz shows in "T^ransient Electric Phenomena antl 
Oscillations" that, when capacity and inductance are distributed 
as is the case in a transmission line, the above expression for 
frequency at resonance gives place to 

This 18 called the natural fTsquency of the line, because it is the 
value at which the circuit resonates. The value of L and C are 
in henrys and farads. 

If for L and C are substituted their valuea as derived by 
calculation for the whole line of length I miles, 

L=/(o.0805+0.741 log -no-' henrys, 

).03878\ , 

~ lIO"' farads. 



i 



we will have the expression, by neglecting the constant 0.0805, 

[700( 
I 
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Thus, the natural frequency of a transmission line may be 
obtained by knowing simply its length in miles. Ordinarily, the 
constant that is neglected in the above discussion is very small 
compared to the remaining member of the formula. 

It is interesting to note that the propagation of the wave along 
the line is of the same velocity as that of light. Consider the 
line as one-quarter wave length and the wave length 41. 

The velocity of light divided by the wave length will give the 
number of waves existing in the distance traversed in the one 
second, that is, it will give the number of cycles per second which 
is the natural frequency of the line. 

188000 _ 47000 

''"41 '~~i~' 
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CH.VPTER IX. 
GENERATION. 

Primary among the sources of power for driving electrical 
generators is hydraulic power. Steam is of equal importance, 
In-ing usetl alike for large outputs or power generation where 
the total output is smaller than would be seen in connection 
with water development. In muny instances, gas engines are 
now worthy competitors of the older and more firmly established 
prime movers. Only a rigid examination of eath individual case 
can ileterraine the mo.st economical method of operation. Some 
of these investigations are remarkably simple and definite, while 
others are diffictUt and result in ambiguity. In many localities, 
the ({uestion of water power does not enter into consideration, 
for the simple reason that the only available site for develop- 
ment is distant too far for economy of transmission. This occurs 
mainly in connection with small developments, as large plants 
have a much greater economical radius, frequently reaching 150 
miles to 200 miles. Some such lines are now established, while 
others are projected of much greater extent. 

It is impossible to establish definite maximum radii for given 
amounts of power, Iwcause the figures are greatly influenced by 
local conditions in regard to the cost of development and gener- 
ation and the value of transmitted power. With ordinary 
conditions, rough values of economical radii might be taken aa 
in the Table XXV. But it nuwt be noted that onfy general 
ilei)endence can be placed upon such figures for the reasons above 
stated and that variations of the order of 100 per cent, or more 
will be common. 

Hydraulic Power.^When a water-power site is available, or 
when there is a possibility of its development, a thorough study 
of all data concerning it is nece.-isary. For many localities there 
are government records of stream flow for a series of years, 
phowing maxima and minima, duration of flood perio<ls and 
drouth, etc. The number of square miles of area drained with 
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precipitation records for an extended period of years gives a 
further check upon calculations. The percentage of total rain- 
fall which drains off in a stream depends upon several things, 
important among which are the nature of the soil and its cover- 
ing, drainage area, the intensity of the precipitation, the concen- 
tration of precipitation or melting snows within short periods of 
time, the condition of the soil as regards frost when the rainfall or 
thawing occurs, etc. It haa been found that the 'run-off varies 
between the general values 15 to 00 per cent. In small basins, 
it is interesting to note that the discharge may exceed the precipi- 
tation in the total basin, due to springs. Such a case is recorded 
for the catchment basin of Graefenberg Creek, N. Y. In this 
instance the area is very small and the runoff is quite uniform. 

Table XXV. — Economical Radii for Trensmiasion of Power. 



1000 
fiOOD 

10,000 
25,000 
40,000 
60,000 



Variations in the discharge rates are large for streams in 
general. At Little Falls, N. Y., the Mohawk River, in 1905 gave 
variations from 511 second-feet (cubic feet per second) to 20,883 
second-feet. The two extremes occurred during the same month, 
March. The mean discharge for the year was 3,253 second-feet, 
amounting to a volume equivalent to a body of water covering 
the entire tributary area, 1306 square miles, to a depth of 33 . Si 
inches, Himilar data concerning the Watauga River near 
I'Jlizabethton, Tenn., for 15)05, give as maximum rate for the 
year, 10,100 second-feet and as minimum, 205 second-feet, with 
a mean of 850 second-feet. The run-off was equivalent to a 
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depth of 28 . 29 inches over the drainage area of 408 square miles. 
A smaller stream, the Olentangy River, near Columbus, Ohio, 
with a drainage area of 520 square miles, showed a maximum 
discharge rate of 7,080 second-feet for May, 1905, while in October 
of the same year the rate fell to 1 second-foot. For the year the 
run-off probably amounted to more than 12 inches. 

Reliable and extensive data generally are obtained only with 
difficulty if they are at all obtainable. It remains, therefore, for the 
engineer to secure for himself the definite knowledge upon which 
to base his operations. Even then, too much reliance must not 
be placed upon the data; for, as is shown the last few years, 
minima never before reached may occur with deforestation; etc. 
There are numerous methods for obtaining readings upon stream 
discharge. They may be classified under the three heads, weir 
niclhodj velocity method, and slope method. 

The measurements based upon weir method are more reliable 
th»n others, but this is applicable only to small streams. The 
accuracy depends upon the fact that, owing to the comparatively 
small discharge, the entire volume of water is carried over the 
crest of a specially constructed dam or weir, the discharge char- 
at'teristics of which have been standardized so that measurements 
of depths of overflow permit direct calculation of the volume of 
water discharged. 

The standard weir is a rectangular opening of such dimensions 
that the depth of water over the horizontal crest is between one- 
fourth and one-eighth the length of that crest. Discharge is 
restricted at each end of the crest by upward projections which 
are sharply beveled on the downstream side. The opening may 
be simply a notch cut into a board, or more elaborate construction 
may be used if greater permanence is desired. The length of crest 
should not be greater than two-thirds the stream width, and 
sufficient pondage should be secured to bring the velocity of ap- 
proach down to 1 or 2 feet per second. The depth of water upon the 
weir is not measured at the crowt , where the over-fall (of a distance 
equal to two or three times the water depth) has increased the 
velocity and lowered the depth, but is measurc<l at a point at 
lea-st 3 feet back of the crest, the actual distance depending iipon 
the cur\-e of the water surface. This is done by sotting a wtakc 
at this point and driving it to a level with the weir crest. Depth 

ilc 
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over the stake is then called the head over the weir. The adjust- 
ment of these dimensions for a given case requires some prelimi- 
nary approximations. When the conditions are obtaine<l, 
however, the volumetric measurements may be calculated from 
the readings by formula or by use of tables. The formula used is 

(? = 3.33(L-0.2H)H*^ 
where Q is the quantity of water discharged, measured in cubic 
feet per second; L is the length of the weir in feet; H is the heati 
of water over the weir in feet. Or, by referring to Table XX \' I , 
we will find given the number of cubic feet of water discharg(.-<l 
per minute per inch length of weir crest, for various depths of 
water measured in inches. If the weir crest is of the puihc 
length as the stream width, a different formula must l)c u^ed, 
namely, Q = 3.33 L/f^'l 

Table XXVI. — Weir HeMuranent. 

Giving Cubic Feet of W&ter per Minute, that will flow over a '\Vcir 1 im-li 

wide and from 1/S to 20 7/8 inches deep. 
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005 


009 


14 
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0,55 


0-94 
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0.82 
1.70 
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7.80 




8,01 


8.21 


8.42 












11,02 






11.71 






13,12 


13, :« 


13.60 


13.85 




15.09 




15.59 




ifl m 


17.15 


17.11 
■Ifl.M 


17.87 
22. 1« 


1T,B4 
20.11 


2;t M 




24^ 11 


24.40 


24,70 




■26.20 


28.50 


M.NO 


27.11 








29. -IM 




an.J.I 


!li'« 


31.50 


31. W 


32.15 



:is T 



.12 37,46 



8.63 ■ 

12.17 ' 

14.00 

18,11 



The vertieal column kIvps the intcRer; the horiiontal row of headinp^ 
giveti the fraction of water depth in inches. For example, corresjKindiiiK lo 
a depth of n-iiliT upon the weir crest of 10 3/8 in. wo have a diacharge jicr 

in. width of 13, 3Gcu. ft. 
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If the crest of tho woir in wide, aa in the case of a dam, flow w 
rt'tarded. Again, if the velocity of approach is not neghgible, it 
[K-cnnies necessary to add to the measured value of the head an 
ci|invalcnt velocity kend, thus, with contractions at the ends of 
the weir, 

<?=3.33(L-0.2H) [{H + h)^'^-h^'% 
or, without contractions, 

Q = 3.33Z,[(i/ + A)"'^-A^'=^]. 

In these formuke, the coefficient as determined in eighty-eight 
px|>erinient8 varied from 3.30 to 3,30. Hence the average 
vjiiiie 3.33 is used. These are known as the Francis formulae. 

The value h, velocity head, in 



= 0,0155r^=0.01.')5 



(!)■ 



where A = area of cross-section. 

The velocity method of measurement of stream flow consists of 
the determination of the cross sectional area of the stream at a 
given point and the mean rate of flow past that point. 

Of these two determinations, the cross-section may be obtained 
with any degree of accuracy desirable, although it will not remain 
constant. The great difficulty lies in the determination of the 
velocity of flow. This quantity depends upon the surface slope, 
the wetted perimeter, roughness of the bed and channel condi- 
tions. The gaging station must be located where these condi- 
tions give most uniform and representative results. A straight 
channel, above and below; absence of cross currents and tributary 
streams; high banks not subject to overflow; clean channel; 
alwonce of dams; all of these are necessary conditions for the 
liication of the gaging station. 

The process of taking the records consists in estimating the 
relation between height of water and its rate of flow, thus estab- 
li^'hing a rating cun^e for the station. Subse(iuent daily readings 
jirc then made from the fiage, showing height of water, and the 
diwhargo rate is taken from the station rating curve. Tig. 200. 
This curve, after once having been calculated, must be corrected 
from time to time or allowances made in order to compensate for 
shifting river beds, presence of ice, etc. As the accuracy depends 

.CtOoqIc 



2B2 



ELEMENTS OF ELECTRICAL TR.\NSMISSI<)N". 



so rompletcly upon the station rating curve, great euro Jh taken 
in its preparation. 

Stream velocity may be measured by floats or by meters. If 
a surface float is to be used, a corked bottle with a small flag is 
about as satisfactory as any kind. The float is timed over a 
measured stretch, numerous readings being taken and averaged. 
A coefficient must be used, then, to reduce this to mean velocity. 
The use of this reduction constant is avoided if there is used a 
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rod float or subsurface float. The former quite satisfactorily 
averages the flow as it presents body to both the slow mo\-ing 
water and that moving more rapidly. In straight, even channels, 
as canals, this is very satisfactory. The subsurface float, combi- 
nations of surface and subsurface, etc., will likewise give accept- 
able average rea<lings if a sufficient number of readings are 
taken. These readings are taken at different points across the 
stream, each point being read many times. A curve may then 
be plotted with stream width as abscissje and velocity readings 
as ordinates, Fig. 201. The average velocity wilt be represented 
by the average height of the curve. 

Or, in order to avoid some of these calculations of velocities 
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from the time rendinss, we may plot time readings against 
distance, as in Fig. 202. The average ordinate will then repre- 
sent the average time over the course, from which the average 
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velocity is immediately derivahle. The area of cross-section of 
stream, upon which volumetric calculations are baaed when 
llaat measuremeiita are taken, must be a mean value for the 
course over which the velocity measurements are taken. 




Fid. 202.— ComputatiaQ o( average limn over eourre. 

Current meters are of many forms, but may be classified accord- 
ing to the type of vane used upon the moving wheel. One form 
uses the screw propeller, another uses the hemispherical cup- 
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shaped vaiieu. The M'hifl iK'iiig lield in a fixed poxitlon in llie 
stream, its number of revolutions for a given time must l>e 
recorded or counted. A calibration sheet for the meter then pvos 
the corresponding velocity reading. These readings ai'e taken at 
regular points across the stream, each section into which llie 
stream is divided being calculated individually and the dischftrges 
added. The total discharge divided by the area of cross-sei-iinn 
gives the mean velocity for the stream. 

There are three methods of taking the meter readings. The 
situ/le point method reiiiiires the reading at some one particular 
depth of stream. This may l>e at the mean velocity point 
(namely, 0.0), or at some other depth the relation of who.-« 
velocity to mean is known. For flood conditions, readings a 
foot below the surface may be reduced to average by the use of a 
coefficient of about 0.9. 

The viv-Uiple ■point method make use of sets of readings 
taken at different specified depths, the method of calculatinnof 
the average velocity depending upon where these reading.s are 
taken. The most elalmrate of these necessitates many reaiiinpa 
taken at depths varying uniforndy by inches to 1 foot. This 
gives a vertical velocity curve to be averaged. If it is assumed 
that this curve is parabolic in form, such numerous readings may 
be replaced by two readings taken at 0.2 and 0.8 of full depth, 
using the mean thereof. 

The third method for meter practice is the integration method. 
This process consists in moving the meter at a slow, uniform speed 
from the surface of the stream to its bottom, reversing the 
direction, and bringing it to the surface. The reading obtained 
is thus a double integration over the vertical depth. The 
presence of an ice covering very materially decreases the mean 
velocity and the integration method of measurement is especially 
successful here. 

'I'hese proces.fes are all accurate and reliable, to a degree 
comparable to the permanence of conditions affecting the flow. 
Prime among the varialtles in many streams is the shifting of 
sand and soil in the stream channel. Where this factor enters, 
the only safe procedure is to multiply the number of readings, 
taking thom at very frequent intervals, and interpolate for inter- 
mediate conditions. 

DcmizedbvGoOQlc 
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The effect of wiml upon volocil y iiml liiHchiirjio la jiIho coiiniilci-- 
Hhle if the prevailing dircctioiiH of winds ui-e the sanie iis the 
Mream course and if heavy winds are common. 

It should be noted that stream measurements taken during 
rising or falling gage-heights are not typical of mean-slope con- 
ditions, and no rating curves should be based upon such readings. 
Only inaccurate discharge rates can be estimated therefrom 
Ix-cause they are affected to the degree of the rapiility of the rise 
or fall. If it ia <iesired to estimate discharge under these condi- 
tions, it may be done roughly by calculations based upon im- 
'I'lpe of the stream. This method is also avjiilablc when flot.r^ 
marks remain upon the stream banks after the fall of the river to 
normal gage height. 

Available head for power tlevelopmeiit can be estimated by 
use of survey records or directly by a special surveying party 
went to study the situation. Occawionally, natural conditions 
exist such that the whole development may l>e located within a 
very short distance along the river. Such might be the case 
when considering installations at water-falls. Even here, how- 
ever, rapids above or below the falls may not be developed with- 
out more extended construction. But where slope is uniform 
for a great distance or does not become large for any small dis- 
tance, it becomes necessary to provide artificial ways in which 
the available head is divided up into three parts. There is first, 
the head required for maintaining the supply, then the utilized 
head and, lastly, the head required to discharge the water from 
the tail race. 

In some instances, as in (he plants at Niagara Falls, the water 
may be taken directly from the river by use of deflecting piers, 
!us the water used constitutes only a small part of the discharge. 
Where, howe^■er, anj' considerable proportion of the water volume 
is to lie required, normally or under comliti^ms of minimum flow, 
s dam is constructed to control the flow. It will serve the 
double purpose of control of flow and the increase of head. ' It 
IS very commonly used to give concentration of head with lui 
further diversion of water into courses having more gradual slojw 
than the stream itself. This latter is practicable, however, and 
an increase in head may be derived therefrom, if the river slope 
below the dam is greater than that which is ncces.snry for the 
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supply head. The question arises, then, aa to whether this pos- 
sible increase in head is worth, in dollars and cents, the cost of 
its development. In the case of rapids, this will nearly always 
be a paying investment, unless the total fall is very large com- 
pared to the available increase and water supply is unlimited. 

The head utilized by the water motor may be or may not be 
concentrated at a point and each arrangement is often met with. 
The water, after having been deflected into the channel to the 
motor, may be led to the latter through an open water way. In 
sinjB case, as little head shoulti be used in the canal as is consistent 
llffth continued and reliable water supply as none of the head 
here utilized counts for development of power at the turbine. 
This canal will lead to a pond as near to the power-house site as ia 
possible. From the pond, direct closed pipe-lines running full 
lead to the motors, making use of the head from water level of the 
pond to water level in tail race. While vertical pipes are not 
always obtainable, these closed pipe-lines are as steep a^ is 
possible in order to avoid friition losses due to long conduits. 

Where the topography will not permit of this arrangement, 
a long pipe line may be established running from the point of 
deflection of water from the river to the site of the power-house. 
This line will generally be of varying steepness of grade and may 
even rise in short stretches. As long as it is running full, how- 
evcj', the total head is available as gross head. From this must 
be deducted certain amounts due to the friction losses. When a 
rise occurs in the pipe, at the highest point where the descent 
again begins, there should he placed a relief valve to provide an 
outlet for air which will gather at such points, being entrained 
by the water. 

The construction of the open canal is accomplished with 
earthen banks, with concrete walls or lining or with wooden 
flumes. The cross-section depends upon the material used, both 
as regards the proportions and actual dimensions. That is, the 
concrete canal or wooden flume may be much smaller than the 
earthen canal for the same discharge, as the permissible water 
velocities differ considerably. For the former, the velocity may 
be 6 to 8 feet per second. For earthen canals this must be 
reduced to 0.5 to 2 feet depending upon the nature of the soil. 
The kind of soil also determines the slope of the banks. 
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Ooncrpte construction is quite expensive coniptired to cither 
of the other methoils. It has the adviiiitage of permanence, 
however. Because of the expense attached to its installation, 
great care should be used in its design as applied to the particular 
case being studied. While not of exceasive size, it should be 
designed having an eye to future reciuirements. The rectangular 
criws-section should give place to the trapezoid with side slopes. 
The comparative dimensions will be adjusted according to 
whether maximum discharge is to be attained with minimum 
cross-eection (i.e., cost of excavation), or minimum wetted perim- 
eter (i.e., cost of lining). The wooden flume, however, fa 
generally built rectangular in cross-section in order to attain 
simplicity of construction. 

.ML flumes and canals should be protected as far as possible 
from danger of destruction by snow slides, land slides, etc., or 
from danger of filling due to the same causes. In some cases it 
is found necessary to establish a regular means of clearing the 
water of leaves, twigs, and debris of this nature. 

No simple method is possible for calculating the flow of water 
in canals. The method most frequently used is expressed in a 
formula for velocity as follows: 

v—c\/rs 
where V is the velocity in feet per second, 

s is the slope, 

c is a constant for a certain condition of canal wall, 

r is the hydraulic radius. 
The hydraulic radius r, is the quotient obtained by dividing 
the cross-aectional area by the wetted perimeter. To obtain the 
constant c in the above (Cbezy) formula, Kutter has proposed 
the use of the expression 



n I 0.(XI281\ 



where r and s are interpreted as before and n is an arbitrary 
constant depending upon the roughness of the surface of the 
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cliaiiiK'l. It varU's lictweeii rather wide limits, hut may !« 
atittumed act^urding to the folluwiikj; otntcmcnt of coiulitions. 
71=0.010 for new, well-planed, well-matched timber; new iron ]y\pei. 

— O.Oll tor neat cement. 

= 0.012 tor smcMjth concrete; old iron pipes; open wooden flumes. 

-0.013 for aahlar manonry and good brickwork. 

=0.015 for rough cdncrot*; unclean surfaces; open concrete flume. 

— 0.017 for Kood rubble masonry; rock cuts. 

= 0.020 for rough rubble masonry; routch rock cuts; poor wooden 

=0.025 for clay canals; open rii'ers. 

=0.0.10 tor canab and rivers with Ktones and weeds. 

— O.U35 for canals and rivers in poor condition. 

Beaides this loss of head due to friction there is frequently 
Bcrious loss in volume of water from leakage of the flume. This 
is of considerahle importance, especially with high heads, becaiL-^e 
every cubic foot of water lost per minute represents a loss of i^n 
much power. Based upon an efficiency of water wheel of 8.i 
per cent, with a head of 100 feet, I cubic foot of water per minute 
represents about 1/C horse-power; at 050-foot head, about 1 
horse-power; at 1250-foot head, about 2 horse-power; at 1*J00- 
foot head, over 3 horse-power. "Where water supply is liniiteil 
or flumes are of small capacity, leakage will be a matter of con- 
siderable concern. 

In closed pipes or penstocks, the losses in effective head arc 
<lue to several causes. The most serious of these is friction loss. 
Losses due to change of size of pipe, to curvature, etc., are gener- 
ally, to a large extent, reducible to minor values. It is moi't 
convenient to express the loasea in terms of loss of head. The 
laws actually governing the friction loss are not well understood, 
although certain characteristic phenomena are recognizable. 

The loss increases with the roughness of the surface, the lenpth 
of pipe, and about as the square of the velocity of flow. It 
decreases with increasing diameter of pipe. AVe may, therefore, 
express the energy loss by a formula: 

-»'■'= ^d" 

where A,= "frictJon head," 

(,' = coefficient of friction with certain reduction 
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I = lengtJi of pipe line in foet, 

r = velocity of water flow in feet per socond, 

d = diameter of pipe in feet. 

^ 61 v' 



The coefficient C is to be choeen arbitrarily from test results. 
It variea from 0.01 for large pipes (G feet diameter) with high 
water velocity (10 feet per second) to 0.04 for small pipes (1 inch 
diameter) with low water velocities (1 foot per second). A 
satiafactory first approximation for conditions usually obtaining 
in'hydraulic practice is to use for its value the figure 0.020. 

It is probably necessary, however, to use the Kutter coefficient 
with the Chezy formula, properly choosing the constant n from 
the data given in the discussion for channels and canals. TWm 
gives an expression for velocity of flow which is needed in the 
above expression for friction head, and ia generally not known to 
start with. 

For the conditions usually met mth in hydraulic development, 
Using pipes of uniform section and no curves except of long 
radius, Merriman states that the velocity of flow may be expressed 
thus: 



wlierc h =total head, 

/ = friction coefficii'nt as discussed aljovo, 

I =length of pipe, 

d = diameter of pipe. 

When ■ - = 3750, the inacf-unu-y caused bv neglecting the 
a 

constant 1 , 5 in the above formula is only 1 per cent. (for/= t) . 02) . 

This would give us a simplified exprossiiin, thxiw; 



Thence, q = ^iPr = ii/M yi' 
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where q is the discharge per second. We recognize from this 
that turbines, having the same diameter and vent, vary in dL*- 
charge (and in speed) as the square roots of their reapectiv* heads. 
If it is required to determine the size of long pipe needed in ordei 
to discharge a given volume of water, the above formula wiU 
give: 



d = 0.479 



(T)^- 



This shows that discharge varies as the five-halves power of the 
diameter, or discharge increases more rapidly than the area 



Long pipes are very commonly used in preference to oix-n 
flumes in order to avoid some of the losses due to the latter, as 
leakage, evaporation, etc. If they are to replace the open flume 
only, they need not be made especially strong as against internal 
pressure. However, where they are used, the nice gradw 
necessary for the flume may give place to a more varying pro- 
file and pressures will be increased thereby. As it Is expct'te^J 
that they shall run full, except, perhaps, in cases of very light, 
uniform grades, they must be designed to withstand the pressures- 
existing. 

The materials used are wood, iron, either cast or wrought, stei'I, 
and concrete. 

Where wood is used, such kinds must be selected as will ha*'c 
strength and durability. This construction is used where wood 
is plentiful and easily obtainable and where the iron or steel pi[)cs 
arc procurable only at a much greater expense or where trans- 
portation of pipe sections is impossible. Although subject to 
decay, in some localities its life is twenty to thirty years, A3 
noted in the discussion of the preservation of wooden transmis- 
sion poles, the presence of the combination, heat, moisture, and 
air, will in\'itc rapid decay. 

While a preservative treatment of the wood will probably 
defeat one purpose of the wooden pipe line — namely, cheapnes;!. 
still a superficial treatment by brush or painting, etc., will 
undoubtedly have good results. 

Wood is not generally used for heads of over 200 feet, althousli 
a figure as high as 350 feet sometimes occura. Here, and above 
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this, iron or steel has the distinct advantage of being better able 
to stand the higher pressures. AVTien steel pipe is used, it U 
roiled into sheets and then bent into cylinders and fastened with 
a double row of rivets. The successive sections are jointed 
together by the use of flanged joints, collar joints, or slip joints. 

The Blip joint is made by inserting the smaller end of a section 
in the larger end of the next section. It is used up to 300-foot 
hea<ls. 

The collar joint utilizes an outer collar and an inner sleeve. 
One isriveted toeachlength of pipe and they are then jointed with 
hot lead iUling. It is claimed that this plan is satisfactory up to 
heads of 700 feet. 

The flanged joint is made by placing upon the straight pipe a 
fliinged collar. This collar is riveted to the same part of the next 
section, with rubber gasket filling in the joint. This is used for 
an.y commercial pressure. 

The sections are made of any lengths from 6 feet up, as is 
best suited to the transportation problem. They are given 
coatings of asphaltum in order to decrease friction loss and to 
inerease life. 

Upon great heads, these lines are called upon to withstand 
severe pressures. It m not safe, however, to calculate these 
pressures by ordinary methods for static pressure of water 
columns. The moat severe strains come upon the pipps when a 
wheel which has been running at open gate suddenly regulates 
to flose the gate, as might be the case when a short circuit occurs 
upon the electric side of the systt-m. In this case, the whole 
column of water, moving at some high rate of speed, Is suddenly 
checked. The destruction of a pipe line may result from such a 
cause. On long pipe lines, it is practicable to increase the thick- 
nctis of the conduit in the lower sections where the pressure is 
highest. Firm foundations and anchors must be provitled for 
pipe lines, especially upon steep grades and at curves. In the 
latter case the construction must present sufficient solidity to 
change the direction of flow of the whole volume of water, 
without danger of displacement of the tube. It is at such points, 
whether they are lateral or vertical bends, that the elTect.s of 
sudden closure of gate may lie expected to appear. 

If vertical tubes were inserted at i,liftcrent points along a pipe 
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line, the water would rise to certain heights in them, depending 
upon conditions of head and freedom of discharge. A line con- 
necting the tops of these water columns is called the hydraulic 
gradient. With closed pipe line, it will be a horizontal line level 
with the surface of the supply water. With open dbcharge, ii 
will be a sloping line connecting the point of water level at the 
source with the mouth of the tube at discharge. With restricted 
tlischarge, the fall at the nozzle is abrupt from some intermediate 
value to zero. 

In laying long pipe lines, the pipe should not rise at any point 
alHtve the hydraulic gradient. That is, the arrangement shoivn 
in Fig, 203 is not a good one. The hydraulic gradient for a full 



pipe with restricted flow is supposed to be the line RH with a, 
sudden deMcent at D,t\ic point of diachafge. The height of the 
line HI) is not sufficient in this case to bring the line HH alwvc 
the course of the pipe at S. This means that the portion in tlic 
region S is acting as a siphon, l^ooner or later, the air entraincil 
with the water will collect in the portion .!^ and spoil the vacuum, 
upon the permanence of which the continued full flow depends. 
After this, the discharge will lower, being that for the head .ST', 
the pipe l)e!ow iS running only partly full. In order to avoid this 
diminution of discharge, the air must l>e pumped or forced oul of 
the bend at S through a discharge valve Naturally, it is pre- 
ferable to avoid this complication. 

Turbines. — Primarily, tliei-e are two tj-pes of water wheels de- 
veloped for modern power engineering. Earlier and simpler 
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forma have never been satiafaetory for generation of power for 
litrge ayatems. The two fundamental types are known && im- 
pulse turbine and reaction turbine. The former is driven by the 
force of the water jet impinging upon the blade. The kinetic en- 
ergy of the water la thus given to the wheel, the water leaving the 
pasaagea at a low velocity. In this claaa of wheel, the paaaagcs 
are not ordinarily fille<l with water, but flow partly full only. 
The velocity of the water jet is that due to the effective head. 

The reaction type receives the energy of the water by the 
pressure upon the blade and the reaction from the blade. The 
p;ijsage9 run full. The velocity of the water may be leas than 
that due to the head, as the flow may be restricted by the wheel. 
It,agwn,maybe greater than that due to the head upon the wheel 
jt.'rt'lf, because of the use of a draft tube below the turbine passages. 
The draft tul>e cannot be used with the impulse type. 

When water ia not admitted around the whole periphery of the 
wheel, the motor ia generally spoken of as a water wheel in contra- 
distinction to the turbine. In the case of the impulse wheel 
this reductionof the number of guide passages, through which the 
water is directed upon the moving blades at the best angle, may 
l)e carried to the limiting condition of one passage. In such a 
case, the opening becomes a nozzle and the type thus consists of 
a running wheel with one water jet playing upon it. This type 
has been develope<i under the name of the Pelton wheel. Fre- 
quently, the original single nozzle of the Pelton wheel gives place 
to multiple nozzles, the type, however, remaining the same. 

The Pelton type is used for high heads, although it may Ikj 
installed on low heads as well, if multiple nozzles are uactl. The 
Pike's Peak Hydroelectric ('ompany uses this type for a head of 
Sl.iOfeet. The Brittannia Copper Syndicate of Itritish Columbia 
uses it under a head of 1900 feet. The Sao Paulo Electric Com- 
pany, Brazil, develops 1000 horse-power under a 75-foot head. 
The Folsom Electric Power Company, Cal. uses a 55-foot head, 
giving 4000 horse-i>ower. These are typical installations, with 
all intermediate values of head possible. 

Keaction turbines may be divided into three general typos aa 
regards their construction. These are ordinarily known as the 
radial flow, the axial jiow and the mixed flow. These names 
indicate that tlie arrangements made for the water flow in the 
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wheel itself are such that it passes through the wheel radiaJly 
(inwardly or outwardly); or, secondly, in a direction parallel to 
the axis; or, lastly, by a combination of these two, consisting of 
an inward radial entrance changing to an axial exit. These 
types are quite generally known by the names of their respective 
developers. That is, the outward radial flow is known as the 
Fourneyron; the inward radial flow as the Francis; the axial flow 
as the Jonval. The mixed-flow type, however, is called the 
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American type, as it has been chiefly developed in this country 
and is the one most commonly seen here. The Francis type has 
made rapid advance the last few years. 

\Vhile there are many builders of turbines, their products 
differ in details principally. It is needless to multiply the 
examples quoted and a tew only are selected in order to indicate 
typical development. 

Figure 204 shows a runner of the American turbine type. In 
fact, it is called the "New American" by its manufacturers. 
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The compound curvature of the blades is readily seen to give the 
direction of water-flow above described for this type. The 
Ciising for the runner is shown in Fig. 205. The gates shown are 
of the u-irket type, swinging upon pivota to dose or open the water 
pjissagea leading directly to the turbine vanes. These gates may 



Fig. :!05.— ."lew Ameiicon turbine cusiog. 

1"' of different designs, as the cylinder <jate or rcijinkr gale. The 
iiirmcr is a cylinder so placed that it may l)C lowered or raised, 
llui.-j decreasing or increasing the height of the entrance passiiges. 
The register gate consists of longitudinal sections of a cylinder, 
which may be revolved in such a way as to narrow the passage's. 
Fur variable flow, where considerable difference of power is 
iltsirrd or where variations are of frequent occurrence, and part 
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gateageiscommon.thewiokettypeof gate is given the preference, 
as there is no shock when the water leaves the gate passages anii 
enters the wheel passages. With each of the other types there 
is a sudden increase of area just beyond the gate, with consequent 
eddies and whirls. 

Attached to the lower part of the casing is the discharge tulx', 
which may be extended into a draft tube if the turbine is to 1* 
set much above the tail race water level. This discharge tul« 
or draft tube must end l)elow water. Thus, in the installation of 
the wheel, low water level must be considered. 

The setting shown is a vertical shaft. However, this type of 
wheel may be installed with horizontal shaft as readily as willi 
vertical shaft. The choice between the two would seem lo 
involve the arrangement made for the transmission of its power 
to the machinery constituting its load. This, of course, is a 
reciprocal relation. If the nature of the load is such that power 
must be or preferably should be applied through a horizontnl 
shaft, it may be taken for granted that a consiclcrable loss in 
efficiency will occur when vertical turbines are installed ami 
bevel gears are interposed between turbine and load, .\gain, if 
the turbine is necessarily installed at the bottom of a pit or shaft., 
as in the Niagara plant, direct connection with the generator rtin 
be secured best by vertical shaft. Again, with very low head it 
ia best to use the vertical shaft. The lowest head of which the 
author is aware is that reported for an Italian plant at Bologna 
where good results are secured with only a 26-inch head. The 
installation is of Trump turbines and it was necessary to set the 
wheels below the water level in the tail race. 

For low heads, horizontal wheels are generally set in open flumes 
built of timl)er or masonry. They are also placed over tlnift 
tubes in order to lose no possible advantage. This open cun- 
Btruction is less expensive in such cases and makes certain t'lc 
unrestricted water flow for the supply of the turbine. 

Where one turbine does not give sufficient power for the shaft, 
two or more turbines may be assembled upon the same shaft or 
else supplying power to the shaft by gears, etc. These may '*' 
upon a vertical or a horizontal shaft. This device may 'f 
i-esorted to in onler to increase the speed of the shaft, for, if "lie 
large wheel gives place to two or three smaller ones, the water 
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velocity remaining the samo, llie periphernl velocity of the wheels 
will remain the same; but the decreH»c<l diameter ineanit an 
increased number of revolutions per minute. 

Wherever this arrangement is used, especial attention must be 
paid to the size of causing and to the direction of water flow 
therein. Not only should the piping be large (open fiumes or pen- 
stocks are to be preferred), but the penstock should enter the 
machine casing at such a point, or at such points, that the water 
flow may be as nearly as possible direct to the turbine gates 
around their whole periphery. It is a poor arrangement to have 
several turbines thus upon a single shaft and have the penstock 
enter at one end of the casing, unless the case is very generously 
proportioned. Any loss in pressure will be equivalent to a loss 
of effective head, as is friction loss at any point of the water flow. 
Another arrangement which may cause loss, unless the turbine 
case is large, is where the water enters the case at the center 
point, flows to each end of it, enters the gates of two turbines 
(one at each end) and discharges through a single central draft 
tube. A more direct arrangement would be to have two end 
discharge tubes, the turbine gates being near the entrance point 
of water into the casing. 

The Francis type is less frequently seen in this country than is 
the American type, although it has come to the front very rapidly 
during the past four or five years. It is being installed uniler 
what formerly would have been considered as enormous heads 
for the reaction type of machine. As examples, the Great 
Western Power Company is using them with a head of 430 feet, 
and the Allis-Chalmers Company is furnishing 20,500 horse- 
power turbines for use under 480-foot head for the White River 
Development. 

One form in which this type appears is shown in Fig, 200. 
This represents the plan of a Francis-l'clton wheel, installed with 
vertical shaft. One-quarter of the machine is seen in section, 
indicating by the two rows of heavy vanea and blades both the 
runner blades and the guide vanes of the wicket gates. The 
remainder of the plan indicates, among other things, that the 
gates are controlled by short arms attached to an outer ring, the 
position of which may be shifted, thus rotating the gate wickets 
aljout their pivots. 
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Turbines of the above classes should show maximum cfficieniy 
in the neighborhood of 3/4 to 7/8 of their full load water 
flow. The percentage of full water flow is called the gale 
opening, this being a measure of the ratio of quantity of walcr 
allowed to enter to total flow, rather than the relative dis- 
tance the mechanical parts have moved from closure. The 



Fia. 206.— PJnn ot vertiful-shaft Francia-PelUm wheel. 

efficiencies reached may be a little above 80 per cent., as shown 
by the curves of Fig. 207. Thewe curves indicate that efficiencies 
for some machines are fairly uniform over a considerable range 
of load, which is a valuable characteristic for a prime mover but 
does not obtain for all types of water wheels. High-efficiency 
wheels should be installed even at increased cost. Water power is 
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becomiag more valuable every year and economy of its develop- 
ment and utilization ia important. 

The Pelton wheel 18 illustrated in Fig. 208. This particular 
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Flo 207.— Turbine sfficicBoy « 



Fid. 20e.— Pellon wheel for low bead. 

wheel 13 intended for use with rather low head and is installeil in 
It has only one nozzle, and hence 
With increased volume of water, 



a wooden frame or setting. 
its output is rather limited. 
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iidditiona] nozzles mny be used, but even then tbe amount of 
water <lischarged in necessarily less than inny eaj^ily be handled 
with the reaction turbines. Hence, when large amounts of power 
are to be developed under low water head, the turbine is to Ih> 
preferred. This feature, which is a diaadvantage for low heads, 
is a decided advantage for high heads; because in this case the 
magnitude of the power is attained with small water discharge. 
With extremely high heads the small volume of water used would 
not fill the passages of a reaction turbine and the impulse tj"pc 
must be adopted. Peripheral speed will lie leas for the latter 
than for the former with the same head. 

In setting turbines and wheels of all types, wooden eonstrur- 
tion may l>e used for low heads and small amounts of power. 
As the magnitude of the development increases this should give 
place to more substantial construction, becoming the be:'t 
obtainable concrete or masonry. 

As before pointed out, the head race, flume, or penstock must 
l>e of ample capacity. Where the delivery is through pipes the 
intake end must be well submerged and in all eases trash racks 
must be provided to screen out floating debris. Lack of proper 
attention to this latter detail may prove very expensive. 

The wheel pit must be wide and deep in order to avoid loss of 
head in forcing the water out into the tail race. Turbulent 
action here indicates restricted area of section. The same is 
true of the tail race; it must be capable of carrying otT the dis- 
charged water with the least possible effective head, because the 
excess head used here is simply taken from the available total 
head and represents a waste of power. 

Turbines may t)e assembled in pairs, the individuals bein^ 
opposed to their mates upon the same shaft. This has the 
advantage of balancing end thrust. Without it, a thrust bearing 
is necessary. With low heads the end thrust causes no grp.-it 
amount of trouble, but with high heads it may prove serious, 
■ Several types of settings are illu.strated in Fig. 209. 

The arrangement should lie chosen upon the adWce of the 
turbine manufacturer. In fact, he should be consulted early in 
the process of determining the layout. He desires to know the 
amount of water to be used, hcad,iength of pipe line, its diameter, 
character of the machinery constituting the load, etc. He will 




Fio. 200.— Typical 
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then be able to tell what are the principal requisites for economi- 
cal development, as speed, general arrangement, etc. 

Dams. — In power development, dams built to give or increase 
head and permitting overflow must be sharply ilistinguished 
from those built for storage of water and either permitting no 
overflow or having special provision for this. Where overQovc is 
permitted, the dam must have certain quite different qualities 
from those required in storage only. The material must be 
incapable of rapid erosion. The construction must be such that 
the falling water cannot undermine it from the downstream side. 
Furthermore, the location sought for such a dam would be one 
where height of crest could be attained without great length, or 
without great impounding capacity. Of equal importance to 
the engineers is the possibility of sometimes placing long, low, 
easily constructed dams in such locations that they will back up 
the water to cover a large area to a nominal depth, thus impound- 
ing an immense reserve supply for seasons of low water. 

In the former type of development the lines of construciion 
vary greatly depending upon head of water, nature of river bed, 
availability of materials, etc. A simple form often used for low 
heads is the timber dam. It may be built of logs or of saweii 
timl>er and is seen with a great many variations. The chief 
claims made for it are ease of construction and cheapness. The 
latter point is becoming of less weight, owing to the increase in 
value of lumber. It may be combined with loose stones into 
cribwork, or large enclosures to retain the stones in place. This 
is effective for higher heads than that for which the plain timber 
dam may be used. But for high heads the use of stone masonry 
or concrete is required. This permits the most substantial con- 
struction, with opportunities for firmly establishing the structure. 
The curved surface of the dam directs the water discharge for- 
ward from its ba.se instead of allowing it to excavate a pit at that 
point. Foundations of bed rock should be reached wherever 
po.isible and the dam should be flrmly anchored thereto in order 
to avoid failure by sliding. In case of highest heads accumulated 
by dams, it is preferable to arrange for the necessary overflow at 
some particular point upon the crest rather than across the full 
width of stream. 

Reservoir dams are quite frequently made of earth. Generally 
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speaking they arc low and long. They are supplemented by 
similar structures in each of the depreasions around the valley 
where the height of water will exceed the elevation of the land. 
Thoy are liable to rapid destruction when once the process of 
disintegration due to overflow begins. The importance of this 
type of installation may be shown by a brief calculation. 

A certain stream varies in discharge throughout the year from 
a minimum of 660 second-feet to a maximum of 3850 second- 
feet, averaging about 1040 second-feet. With an efTective head - 
of 10 feet and with water wheels of 80 per cent, efficiency, the 
low water stage will develop about 600 horse-power. The aver- 
age value would permit about 900 horse-power to be utilized. 
By studying the stream flow it is found that, to store the excess 
volume of water above that required for average flow, a capacity 
will be needed equal to a reservoir of one-quarter of a square 
mile covered to a depth of 6.8 feet. But, to further analyze the 
conditions, it is found that an average flow from month to month 
may be maintained at a figure to give about 800 horse-power if 
the storage reservoir is one-eighth of a square mile in area and is 
covereil to a depth of 4 feet. Thus, it might be a very question- 
ai)le proceeding to plan upon the development of the maximum 
uniform output of 900 horse-power because the increased expense 
over that required for the continuous output of 800 horse-power 
might be too great to pay for the additional 100 horse-power. 

The broad problem of the development of a water-power site, 
the location of the dam, the flumes, the penstocks, the power- 
house, the tail race, etc., must be solved with due consideration 
to all details. The course of the river itself may make the matter 
easy or difficult. If it ia straight over the whole course the canala 
and penstocks must be of the same total length as that portion 
of the river developed. When curves occur, short cuts may be 
available and with loops the canals and pipes may be compara- 
tively short. 

.\n excellent example of the latter case is shown in the map of 
the system at Schaghticoke, N. Y., upon the Hoosick River,Fig. 
210. Within a length of 2 miles, the river falls about 150 feet. 
There are two back loops or a letter S, as seen in the map. 
The power had been utilized in small installations for individual 
wills; but it was estimated that a redevelopment of the whole 
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amount as one ajHteiii would give greater t'cononiy, Henre, a 
large clam was swung acioas the etream, a canal was dug IcaiUug 
to a reservoir or pond, and individual penstot-ks were instiillfil 
for the turbines. As several points are treated in special ways, 
a few words may be said of the individual characteristics of itie 
plant. 

The dam raises the water level enough to flood low lands alxiv* 
it. At the lower end of the dam (which reaches diagonally acnwj 
the river) are the sluice-waya and the canal intake. The canal 




leads to the smaller reservoir above-mentioned, distant about a 
half mile. This is really the forcbay for the penstock intake. 
A large single steel penstock 12.6 feet in diameter, leads from 
this forebay to a surge tank situated in a cut in the crest of the 
hill. ]}ut to reach this point it must cross the river, because the 
complete "S" of the stream is to be developed,' In ortler to 
avoid heavy and unnecessary expense, the pipe is not maintained 
at uniform level, but is laid as an inverted siphon, carried upi>n 
concrete piers to which it is firmly anchored. The surge tank U 
40 feet in diameter and rises about 56 feet. It is const ructe<l of 
steel anil varies in thickness from 9/ IG inch at the base to 3, 8 
inch at the top. 
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From this point, 4 large penstocks 6 feet in diftmeter and 
I small one 2 feet in diameter are led to their individual 
water wheels. The small pipe is for the exciter units. The 
descent is quite steep,giving ahead of about 150 feet with a pipe 
line of approximately 350 feet length. The control gates are 
located at the entrances of the penstocks, inside of the surge 
tank, and sudden closure effects no rise in pressure in the pipes 
themselves. They are electrically operated from the power- 
house or hand-operated from the surge tank. The exciter pen- 
stock is not thus designed but is hand operated at the porter- 
house. 

The water turbines used are of the vertical Pel ton-Francis type, 
before described. 

Governors. — One of the most important items of a water-power 
plant is the provision made for the speed regulation of the tur- 
bines. Variation in speed is accountable for variation in the 
voltage of the generator as well as in the frequency. These 
ei- centric it ies will give instability of apparatus in receiving 
circuits and must lie reduced to a minimum. The governoi-s aie 
operated by vaiious means as oil pressure cylinders, water 
pressure cylinders, and mechanical devices. 

The work done by a governor consists in adjusting the gate 
opening to that value required for the immediate load, or deflect- 
ing the nozzle of an impulse wheel. In general, they depend upon 
a change from the proper speed in order to be brought into 
operation. They therefore tend to limit speed variation and 
restore normal speed rather than to maintain an absolute value. 

Xumerous governors are on the market which wiU give full 
gate opening or its reverse within 1 or 2 seconds. 

In choosing a governor the first thing to decide upon is the 
t>'pe. This will depend upon the mechanism used for gate 
operation, the range of angular movement rc<|uired of the shaft, 
the individual preference as regards manufacturer, etc. The size 
"f the governor will l>e dcterminetl by the amount of work it has 
to do in moving the gate through its complete range. The 
hydraulic unbalance upon the gate, the friction of gate and 
o|)erftting mechanism, all must be met. If the gate is installed 
the proper procedure is to measure the maximum pull required 
upon the hand-wheel at iiiiy point of gale operation, to measure 
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the lever arm and to count the number of complete turns of the 
hand-wheel for full operation. We then have, 

p = maximum pull in pounds. 

r =radiua arm in feet, 

n = number of turns. 

2;r prn = W foot-pounds, work to be done. 

The governor should have about twice this rating in order lo 
provide for a suitable margin. 

When these measurements cannot be taken — as before the 
construction of the plant — it is necessary to estimate upon the 
work to be done. This is no simple matter because of the impos- 
sibility of determining friction, etc. A comparison of data willi 
those of other installations of similar features is about the only 
way to estimate this requirement. Full data should be sent to 
the manufacturer in order that he may be enabled to choose the 
proper size of governor. 

As regards typical conditions, the makers of the Sturgess 
governors specify operation as below, 

1 . Complete range of gnte in 1 . 5 seconds. 

2. Under gradual change of load, regulation within 0.75 per 
cent, of normal, 

3. Untler sudden change of load, prompt regulation beginniii}; 
before speetl has varietl , 75 per cent, from normal. 

4. No racing. ' 

This latter term {raring) corresponds to the term kuiUing as u^d 
in reference to electrical machines. The water wheel docs iwt 
immediately respond to a gate adjustment and the governor may 
tend to overreach. This would demand a second change in gate 
opening whiuh would again overreach but in the opposite direc- 
tion. This tendency must be counteracted by dashpot or some 
such compensating device. 

A governing system should be powerful, sensitive, deadlicat, 
sturdy, and simple. The mechanism is constantly in operation 
and the utmost reliability attainable should be possessed. 

There have been developed two widely used typ^s of governors, 
the mechanical and hydraulic. In the former, the actions arc 
wholly carried out by the use of interacting mechanical parts. 
In the hydraulic type, the pressures are transmitted from one 
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point of the device to another, by fluid pressure. In both of these 
tjTJes it is customary to depend upon fly-balls to originate the 
corrective effort. But as they exert only a very small force, 
they cannot act directly upon the turbine gates. They must, in 
both cases, act upon at least one relay which, in turn, controls a 
power sufficient to operate the gates. Anti-racing devices are a 
necessity. 

The fluid type of governor is most common. It is built by 
several different manufacturers. Essentially, it consists of a 
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power cylinder to operate the gate, controlled, perhaps through 
a relay, by fluid pressure brought into action by the operation of 
the fly-balls. The fluid pressure is maintained in a pressure tank 
by a pump which returns the used fluid from a receiver tank to 
the pressure tank. 

The relay vah-es used are piston valves of a register type 
(Ixinibard) or poppet valves (aturgess). Advantages claimed 
for the latter are that there is no lap and the closure is perfect. 

The general details of a powerful I-ombard governor may be 
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w*n in Fig. 211, where the priiitipal parts are labeled. The 
assembly may be altered, inasmuch &s it depends only upon 
proper piping from tanks to pump, cylinder, etc. In smaller 
sizes the tanks are often placed horizontally under the frame- 
work built to support the pump and valve mechanisms. 

The method of installing such a governor may be seen by 
reference to P"ig. 212, which is a view in the plant of the Rochester 
liHilway and Light Company. The installation combines S. 
Morgan Smith turbines. General Electric generators, and yturgcws 
governors. 

Ily way of comparison l>etween the regulation or control 
secured with water-wheel or steam engine, Fig, 213 shows two 



Fi<>. ^i:;. — C'ompurimi of voltage re«ulat»n wilh watervheel drive and ileani-rniina 

charts, the one representing the voltage i-ecord for a ^4-hour run 
of an automatic steam engine, the other an equal run of a water 
wheel with a Sturgess governor. Loads w'cre the same for the 
two records. 

In the mechanical type of govcnior.s, the fly-balls may openitp 

a friction clutch which then serves as the medium through which 

to pass the effort of the main operating mechanism. In the 

\\iiodwaril governor, these friction faces arc piui-shnpcd, two 

19 ^ , 
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being opposed to each other in mounting with a friction wheel 
l>etween (inside) them. This friction wheel is raised or lowcml 
by the action of the centrifugal ball system and the gate actiun 
depends upon which friction pan is energized. 

In the Pelton type of wheel, the governing is often accom- 
plished by a deflection of the nozzle instead of a reduction ui 
water flow. This constitutes a difference in detail of the govern- 
ing system, or a change in its method of application. 

When rapid gate action is necessary, a correspondingly rapiil 
change occurs in water velocity in the penstock. If the gates 
wtldenly close, the impulse of the body of moving water muft 
Ije met effectively by some means or destructive results may l« 
frequent. This cannot be accomplished by increased strength 
of construction alone, but is taken care of by putting in relief 
valves, overflow stand pipes, etc. The overflow may be at the 
top of a vertical pipe or it may be over the crest of a high point 
in a waste tube. 

In all water-wheel governing, there is necessarily present a 
time lag due to the necessity of overcoming the momentum of 
the moving water column. The steam engine governor hits not 
this limitation. With the water wheel, a decrease in load in 
quite satisfactorily handled by the use of by-pass, stand-pipes, 
etc., but with increase of load the difficulty of starting the water 
column has no alleviation. 

Steam Power. — Although the conversion of mechanical energy 
into the electrical form is accomplished with a very satisfarton.' 
efficiency, the change from heat energy to mechanical energj" is 
quite the opposite. The change occurring with combustion nf 
fuel releases the potential chemical energy in the form of heat <ir 
molecular energy. The efficiency of this step depends upon the 
completeness of the combustion, and, in general, may be con- 
sidered as high. It will be seen, however, from subsequctit 
discussions, that a considerable part of this may be lost if the 
])nnciplcs governing complete combustion are neglected. After 
combustion, only a part of the heat energy reaches the machine 
or engine devised for the transformation to energy of meehanieal 
motion. This is one of the low-efficiency steps. The loss of 
available heat energy reaching the engine is, again, notoriously 
bail. 

DL|,l,zedl!,G00Qlc 



GENERATION. 



291 



An excellent illustration of the condition is seen in the care- 
fully analyzed report of Mr. H. G. Stott (A. I. E." E., Vol. XXV) 
upon the economics of a certain power plant in New York City. 
The summary of losses is given in Table XXVII and shows dis- 
tinctly the two inefficient steps, at the boiler and at the engine. 



Table XXVn. — Analysis of the Average Losses in the CoDversion of One 
Pound of Cosl into Electrici^. 



. It. t. u. per pound of coal supplied . . , 

I. Losa in ashes 

:. Losa in st&ck 

:. Losa in boiler radiation and leakage. 

i. Returned by feed-water heat«r 

i. Returned by economizer 

'. Loss in pipe radiation 

I. Delivered to circulator 

I. Delivered to feed pump 

I. Lobs in leakage and high-pressi 

. Delivered to smaU aiudlaries 

I. Heating 

I. Loss in engine friction 

I, Electrical losses 

>. Engine radiation losaex 

I. Rejected to condenser 

', Delivered to bouse auxilaries 

Totals 

Delivered to bus bars 




It is seen that the grate and boiler losses consist of three parts, 
2.4 per cent, lost in ashes, 22.7 per cent, loss in stack by hot 
cases, and 8 per cent, lost in boiler radiation, etc. Of these, 
certain parts are returnable by use of feed-water heaters and 
economizers. The heat absorbed by the air of the boiler room 
ia also effective in raising the temperature of the air entering 
the combustion chamber. The greatest loss, however, occurs 
in the amount of heat rejected to the condenser, 60 . 1 per cent. 

Cuxwle 
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of the total. The electrical Iobbcb represent only 0.3 per cent. 
Thia is exceptionally low. 

It follows that high economy has more to worry over in the 
losses of the first stages of the process of electrical generation 
than in the last one and an analytical study of the conditions 
existing in practice confirms the opinion that increased economy 
must come principally from the study of some of these especially 
un satisfactory steps. 

The area of air opening in grate surface is one of the important 
points in connection with the proper conditions for complete 
combustion. It varies with the kind of fuel used, depending upon 
the size of the coal and its liability to clinker. The thickness of 
the bed of coal upon the grate also depends upon these same 
things. Air supply may be by natural draft due to the height of 
a amoke stack, or a blower may assist cither to increase pressure 
in the ash pit or to help to exhaust in the smoke passages. Care- 
ful firing is the only kind that should be allowed and a compe- 
tent fireman at the boiler is of prime importance. Generally 
speaking, mechanical stokers assist in a betterment of results 
obtained. This seems to be true especially with the lower 
grades of coal as fuel. The more expensive hand firing may pny 
for itself with the coals of greater cost. 

As an instance of what may be accomplished by careful firing, 
a case cited in the Engineering Magazine of Octoljer, 19IO, is a 
good example. In a test conducted to show the possibility of 
smoke prevention, the regular fireman was allowed to fire for 
the first set of readings, without special instructions. Complete 
data were taken in order to be able to determine efficieneies as 
well aa smoke prevalence. The second run was made with the 
fireman directed as regards his work, giving the condition equiv- 
alent to expert firing. The figures given below are a part of the 
conclusions reached. For the very decided improvement in 
smoke conditions, the reader is referred to the originid paper. 



Eriuivalcnl cvii|i(inLtii.n |)<t |mun>l fiipl (f. & a. 212°) 9.22 lo.fl 
Er|iiivii1i'iit <'v:i[ii>riitloii jii'i' |H>u]id cumiiustiblc 

(f. &ii.-2l2"i 10.54 lL',2 

Brake luirse-pinvcr IH7.0 (>;H) .(> 

Efficionoy of liciilcr and grate B7.5 SI O 
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This inilicntos a saving of about 2.'» per cent, in fuel, whicU would 
give ubout $I50().(K) us tKe amniiil caHli saving, if fuel is iilKmt 
Si. 50 per ton. 

The carbon dioxid recorder has proved to be of considerable 
ai^istance to the fireman. In its various forma its object remains 
the same. It is designed to analyze the escaping furnace gases 
to the extent of determining the content of CO; and making a 
record of the amount found. The fireman should know what 
record would correspond to complete combustion of the fuel to 
CO J with no CO and nofexccss of air- With the recorder arranged 
for easy inspection the workmen are able to find out definitely 
how much improvement is possible. If they arc familiar with 
theuseof the indicator, it isespeciallyeffcctive, although even the 
inexperienced men will be enabled to profit by it. Of course, 
the percentage of CO^ in the fliie gases which would indicate the 
complete combustion of the coal nmst be determined hy the 
analysis of the fuel. 

The depth of the fire-bed also varies for different kinds of fuel. 
The distance from the surface of the fuel to the boiler surface 
depends upon the height of the flame as it reaches upward from 
the coal, which, of course, is only another way of saying that it 
depends upon the fuel and draft. It also depends upon the kind 
of boiler used and the moat efficient point of application for the 
heat. 

It will he seen that the starting of a new plant may be a series 
of tests upon it, using different gratles of fuel, processes of firing, 
depth of fire-bed, etc., with a view to finding out the most 
efficient combination for subsequent operation. 

The boiler may be cither" water tube or fire tube. In order to 
give a sufficient boiler surface for the absorption of heat from the 
gases, the ratio of bodcr surface to grate area should be in the 
neighborhood of 36 for anthracite coal and 50 to W) for bitumin- 
ous coal. This means a subdivision of the boiler body into 
numerous tubes and these tubes may be arranged to contain the 
water, or thej may he surrounded by water and themselves 
admit the heated gases. The water-tube boilers are safer from 
collapse and explosion and are generally used for the higher 
pressures. They are more expensive, however, than the fire- 
tulie boilers. 
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Boiler efficiency ia the ratio between tlie heat per pound of 
fuel utilized in heating and evaporating water to the total heat 
of the fuel. For a fuel having a calorific value of 14,300 Brilish 
thermal units, full 100 per cent, efficiency would correspond to 
the evaporation of 15 pounds of water per pound of coal, as the 
Intent heat of water at atmospheric pressure is 960 British ther- 
mal units. This evaporation is, of course, from and at 212° Fahr. 
If, then, a certain boiler requires 1 1 pounds of water per pound 
of fuel, its efficiency will be 11/15 or 73.3 percent. 

Boilers are given ratings in horse-power, although the unit does 
not mean the same thing as the horse-power rating of a generator 
or motor. There has been assumed as the unit the evaporation 
of 34 . 5 pounds of water per hour and the horse-power rating i>f 
a boiler will be the quotient between the total evaporation per 
hour and this unit figure of 34.5. This unit is one such that, if 
it is used as the basis of horse-power rating of a boiler, it is 
generally possible for the boiler to supply steam enough con- 
tinuously to develop at the ordinary engine the rated mechanJcid 
power. With a very inefficient engine this could not be done, 
while with a very efficient engine it . could be exceeded. 
Koughly, where anthracite coal is burned, the boiler will have 
about 12 square feet of heating surface per rated horse-power. 
Thegratesurfaceper horse-power will approximate the figure !,'3. 

Feedwater heaters and economizers aerve the same purpose of 
raising the temperature of the water before it is led into the 
boiler. This is accomplished in the case of heaters by using 
exhaust steam either directly or indirectly. This cannot bring 
the temperature of the feed water to the boiling point. The 
economizer utilizes the heat of the waste gases in the stack to 
bring the temperature to some high value, even above boiling 
(at atmospheric pressure). The value of the latter depends upon 
the temperature of the gases. To be especially effective, this 
temperature should be somewhat above that required to main- 
tain the draft. The tubular construction of the economizer will 
leave gas passages between the cool w^ater coils, but this will 
restrict the draft very appreciably. In the case cited al)Ovo lij- 
Mr. Stott, the gain by the use of these accessories is given as 
about 10 per cent. 

TJie drafl required may be obtained either by natural or 
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ai'tifieiul means. The former tlepciids upon one or more chim- 
neys, the latter upon steam jeta or air blowers. For the higher 
pressures required with poorer fuels, artificial draft is necessary. 
In terms of the water column supported by the draft pressure, 
the draft may be expressed as equivalent to 0.6 to 1.5 inches of 
water. It depends upon the height of the chimney, the tempera- 
ture of the chimney gases, the temperature of the external air, 
barometric pressure, etc. External temperature variations may 
be sufficient throughout the year to more than double the draft 
pressure obtained in hot weather. The draft must be sufficient 
even in the less effective periods to give pressure enough to force 
the boilers if required. 

Artificial draft gives a greater flexibility and a more easily 
controlled condition. In power houses, it is applied by an 
exhaust blower in the stack or, less preferably, by pressure 
blowers at* the ash pit. If installed after a plant has been in 
operation, it is more easily adapted to the pressure type. If 
installed at the time of the building of the plant, the exhaust 
tj-pe is feasible. 

The recipTOcating steam enffine is more used than any other 
prime mover. It is easily and economically built in large and 
small sizes, is simple and economical in operation. From the 
standpoint of efficiency in the utilization of the heat energy 
supplied to it, however, it is extremely unsatisfactory because so 
much of this energy is carried to the exhaust. But to a consider- 
able extent this is true of its competitors as well. The use of 
condensers can increase the range of temperature of exhaust 
from that corresponding to atmospheric pressure (212° Fahr.) 
to that corresponding to about 1 pound pressure (102° Fahr.), 
This gives about 33.5 British thermal units per pound of steam 
additional to that already derived from it in bringing its tempera- 
ture down from its initial value. Suppose the initial pressure to 
l>e 100 pounds per square inch (the value of the initial cylinder 
pressure). The steam then represents 1181.9 British thermal 
units per pound. The range to atmospheric pressure gives us 
1181,9-1146.6=35.3 British thermal units. The range to a 
2-inch vacuum or 1-pound pressure gives 1181 .9— 1113. 1 =08.8 
British thermal units, or almost twice as much heat energy as 
Ijefore. There is, therefore, much to be gained by lowering the 
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cxhiuist prPS8Ur<! Ix'yond one atmosphere proi'idcd iieir ur 
increased losses are not excessive. And this limitation is of the 
first importance in the reciprocating engine. 

The volume of 1 pound of steam at 100 pounds pressure is 
4.403 cubic feet. When this steam has been allowed to expan^i 
down to 1 pound pressure it will occupy 334.6 cubic feet. It i.- 
manifestly impossible to provide a cylinder which can cover wi 
wide a range of volume. Indeed, even when we restrict the 
expansion to a range permissible as regards volume, we may 
reach uneconomical conditions of condensation within the cylin- 
der due to the large amount of comparatively cool cylinder 
surface. For simple engines the vacuum should not he lower 
than 8 or 10 pounds pressure. The range of expansion of steam 
within a cylinder is limited, therefore, first by the excessive 
volume demanded for low pressures and Its accompanying large 
friction losses and, secondly, by condensation losses. 

The first step for relief of this difBciUty is to use more than one 
cylinder. Partial expansion occurs in the high-pressure cylinder 
and the expansion ia completed in one or more cylinders occurrin;: 
later in the series. The compound engine results and it may be 
economically operated over a wider range than can the single 
cylinder (simple) engine. It may carry expansion down to 1.5 
to 2 pounds pressure. Moreover, the compound engine may 
receive steam at as much as 50 per cent, higher pressure than the 
simple engine, thus increasing the pressure range by extensions 
in each direction. 

Typical steam consumption for various types of reciprocating 
engines will be found in Table XXVIII. These data indicate 
that water rate decreases with increase of rated speed of engines; 
that condensers lower by 20 to 30 per cent, the specific con- 
sumption of the engine; that compounding also decreases the 
consumption. The values given are based upon the indicate*! 
hor.se-power of the engines and are only general. Naturally, 
the size of the engine will determine the applicability of com- 
pounding or condensing. 

Hence, to (;ontrast as is sometimes done the water rate of ."v 
simple, slide-valve, non-condenaing engine with that of a larp", 
compound, condensing, Corliss type of engine is not enlightening. 
They are not in the same cla.ss. Xo one would replace a 100 
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liKftio-power engine by a 1000 horse-poiver unit. A steam engine 
running at normal load or most economical load is at ieaat a 
fairly satisfactory unit as compared with other prime movers to 
!«■ discussed later. But when load fluctuates considerably, as 
i^ no frequently the case with electrical systems, the specific con- 
sumption varies toward poor values and, what is also serious, the 
change in steam volume per stroke necessitates expansion to lower 
pressures and temperatures and the cylinder walla and piston 
faic are cooled, to be heated by the next greater charge. Con- 
lionsation losses Income serious. 

T«bl« XXVUL — ^Water Rates for Steam Engines. 






Simple, slide-valve non-conilen sing 

SiaipEc, slide-valve condensing 

Ciimpound, slide-valve non-oondenalng. . 

Compound, slide-valve condensing 

i^imple, Corliss non-condensing 

Simple, Corliss condemning 

Cinnpound, Corliss non-condensing 

Compound, Corliss condensing. 



It will be well to point out.that there are more ways than one 
to rate an engine and that in comparisons between it and other 
prime movers, care must be exercised in seeing that they, too, are 
rated upon the same basis. 

A prime mover and its generator combined offer the possibili- 
ties of receiving ratings in terms of indicitled horse-pou'cr (i. h. p.), 
hriike horse-power (b. h. p.) or horxe-power or kilowatt output. In 
the case of the steam engine, the first method is most easily 
applicable and is most generally used. The rating thus adopted 
sin>w8 the horse-power represented by the steam in the cylinder 
as calculated from the indicator card. It is not output of tho 
engine and thus does not include the mcchanicjd efficiency of 
llie engine. When this tatter engine loss is included, the rating, 
derived from tests at the engine pulley, is called the brake horse- 
power. If, to the losses now included, we add the losses of the 
transmission system to the generator (belt, shafting, etc.) and 
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the loHSPK in the penoraKir, we are preparoil to utate the kilowatt 
output of tht! H<!t us reteivfd at the bua bars. As an example, 
steam turbine-alternator units are more easily rated in the laft 
manner. There is no "cyele" of operations corresponding to 
the stroke of the engine with the opportunity of measuring the 
work done in such a cycle. In our comparisons, these facts 
must not be disregarded. 

Speed variations of a steam engine are of two classes, the 
change due to a change of load and the variation in angular 
velocity during one revolution, due to the non-uniformity of the 
driving force. 

In order that generators shall properly divide their load when 
running in parallel, their engines must have drooping spw-d 
characteristics. Engines thus governed will maintain a proper 
balance. If their speed curves should rise with increased loail, 
the result would be an attempt upon the part of each one to 
assume the whole load. 

Kpeed variation per revolution causes a corresponding voltage 
variation of the generator. This is not allowable beyond cer- 
tain close limits because of harmful effects in the load circuits, 
such as flickering lights, hunting of synchronous machines, etc. 
The engine builders are willing to guarantee not over 2 per cent, 
variation and this is quite generally acceptable. 

Steam Turbines. — In the steam turbine we have a quite recent 
development of the prime mover, one which, in fact, is taking 
the hitherto undisputed place of large reciprocating engines in ail 
electric generating stations. The large engine of a 1000 kilowatt 
unit is not nearly as common in recent installations as in the 
earlier ones. Instead of having successive charges of steam and 
allowing these charges to expand l)chind a piston and then dis- 
charge into exhaust, the steam is allowed to expand from boiler 
pressure continuously and to exert its propelling force upon 
blades of a wheel prepared to receive it. The motion may be 
due to the reaction upon the blades or to the impulse of the steam. 
The so-called reaction type of steam turbine may be recognized 
by the fact that in it the steam expands in the blade passages of 
the moving member. In the impulse turbine such expansion 
does not occur, but it in limited to the stationary passages called 
nozzles. That is, in the reaction type, pressure falls during the 



GENERATION". 299 

passage of the steam through the moving meml>er an well ua 
through the stationary member (guide) pai^sages. In the 
impulse turbine, the pressure falls in the nozzle passages but 
remains constant in the blade passages. The stationary mem- 
Ijors and the moving members have, for the two types, the gen- 
oral shapes of blading as is shown in Fig. 214. As will be recog- 
nized from the shapes of the blades, end thrust will be present 
with reaction machines but not with impulse turbines. 

zmmur 






A simple or single-wheel turbine will consist of a set of steam 
nozzles opening upon the wheel passages, the steam passing to 
exhaust after leaving the moving clement. The use of several 
sets of moving blades, alternating guide vanes with wheel vanea, 
gives a more practicable form for general construction and 
application. The simple impulse type la seen in the De Laval 
turbine. The compound-impulse type is represented by the 
Curtis, the Rateau, the Riedler-Stumpf, the Zoelley, etc. The 
principal representative of the compound-reaction turbine is the 
Parsons in its various forms. The best known of these different 
types in America are the De Laval, Curtis, ami Parsons types. 

The De Laval turbine, being a simple or one-wheel unit, is 
c.ssentially a high-speed machine. In all turbines, the energy of 
pressure of the steam is first converted info kinetic energy of 
velocity and then transferred from the steam to the wheel by 
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rcuftion or iinjmlMC. If, then, tlio rnmplct p oxjiiiriHioii must nnciir 
in one stop, as in a sJngle-nozzlc impulse wheel, the .steam velocity 
becomes enormous if initial pressure is near the ordinary values. 
Such velocities may reach as high as 4000 feet per second, or 
more. This shows why the De Laval turbines have such high 
speeds as 20,000 to 30,000 revolutions per minute for small 
machines with peripheral speeds as high aa 1380 feet per second. 
The Curtis turbine allows partial expansion of steam in its 
first set of nozzles, after which the steam passes successively 
through alternate wheels and guides; a second expansion is pro- 
vided for in a second set of nozzles which is again followed by the 
alternate moving and stationary members. This process is 
repeated until the pressure energy of the steam has been trans- 
formed to velocity energy and the latter has been reduced to an 
amount just sufficient to carry the steam out of the passages to 
exhaust. The high velocities of the simple turbine are avoided. 
These steps can be illustrated by the case of a 6-stage 3500 
kilowatt turbine in which, as built by the General Electric 
Company, with an initial pressure of 188 pounds, the successive 
expansions give preasures of about OC pounds; 31 pounds; 12.(5 
pounds; 5 pounds; 2. 12 pounds; 2. 1 inches vacuum. Frequent 
rotational speeds for various sizes of this type of turbine are aa 
follows : 



Generator 


rating 


Speed in revolutions per minute 


in kilowatts. 


60 cycles. 25 cycles. 


600 






3600 




750 






3600 




1000 




1800 
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1600 










2000 








1500 


2500 










3000 










3500 






1800 




4000 










3000 










7500 
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12000 
15000 






.0 


750 


20000 
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The high speeds here met necessitate a sioaH number of poles 
upon direct-connected generators whether of direct current or 
alternating current. The generator is always direct-connected, 
and for small units the shaft is horizontal, while for large units 
the vertical shaft design is followed. 

The condenser is frequently placed in the base of the unit in 
order to economize in floor space. This gives a very satisfactory 
arrangement. 

The Westinghouse-Parsons turbine, in which fall of pressure 
occurs throughout all its passages, requires numerous active 
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wheel vanes with alternate rows of stationary guide blaiies. As 
expansion occurs, the steam velocity must increa-se or cross- 
section of passages nuist increase. In fact, both events occur. 
The diameter of the revolving member is imTeascd in .steps and a 
larger number of blades are put upon each whirl. The end thni.st 
is balanced by balancing pixioiui having the same effective diam- 
eters as each step in the blade series. The gf)verinng is accom- 
plished by admitting steam in periodic puffs, the admission last- 
ing a longer time with heavy load than it docs with light load. 
The timing of the opening is determined by the fly-ball governor. 
The coniparalive n'sidts of such luliiilssiiin are shown in l-'ig. '2\!^, 
where the flat crest of the wave shows the lime the Vidve is oi»en 
and an average ordinate wouhl represent average initial pressure 
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at tKe first stage. With heavy overload demand, a second ailrais- 
sion valve opens, allowing high-pressure steam to enter the second 
step of the turbine wheels. 

This type is built with horizontal shaft, with direct-connecwd 
generator. 

The All is-Ch aimers turbine is also of the Parsons tj-pe, but is 
different from the other machines of the same type in details of 
blading, balancing, end thrust, and packing of the balancing 
piston. 

.As mentioned in the discussion upon the steam engine, a 
vacuum is more successfully utilized with the steam turbine than 
with the engine. This is because the turbine presents practical!)- 
unlimited room for the expansion of the steam. These volumes 
become too large for the reciprocating engines. It is quite 
possible to maintain a condenser vacuum at 28 inches pressure, 
a decrease in this figure indicating an increase in steam consump- 
tion of (j to 3 per cent, for each inch lost, down to 23 inches. 

The gain effected by superheating is more marked with the 
reciprocating engine than it is with the turbine. Owing to the 
h)w specific heat of steam, the actual addition of heat energy by 
steam is small. Its use, however, tends to eliminate condensation 
in the engine cylinder or turbine passages, with re-evaporation 
io.sscs and friction losses. Moreover, in the turbine the water of 
condensation is not reversed in direction of motion in respect to 
the blade as is the steam, and hence does not approach an abso- 
lute speed (or discharge speed) of zero. It therefore does not 
efficiently give up its kinetic energy. With fiuctuating toad:', 
condensation is a very serious thing in the reciprocating engine 
while a variation in load does not increase it much in the turbine. 
The elimination of condensation is more important to the opera- 
tion of the engine, but is al.so of great value with the turbine. 

The economy curves for steam turbines are generally given in 
terms of pounds of steam per kilowatt hour at the switchboanl. 
The figures given for large machines vary from 15 to 20 pounds, 
depending upon initial gage pressure, vacuum and superheat. 
Generally speaking, in large units of several thousand kilowatts, 
the economy of the reciprocating engine upon steady, rated load 
is in the same range as that for the turbines. The curves for 
engines rise more rapidly for light loads than curves for turbines. 
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Bcsulea which, fluctuations of load, aa in railway practice, will 
very materially injure the curve for the engine. 

Figure 216 ahows certain curvea from data given by Mr. Stott 
(A, I, E. E,, Vol. XXV) who concludes in his diaeussion that the 
two machines may be used together advantageously. The recipro- 
cating engine would receive the steam, superheated and at hif;h 
pressure, exhausting to the turbine intake at about atmospheric 
pressure. The latter machine would utilize the steam over the 
prebsure range from atmospheric to 28 inches vacuum. Such a 
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combination would (at about 5000 kilowatts each) give a water 
rate near 13 pounds per kilowatt hour. "This turbo unit would 
be interposed directly between the exhaust nozzle of the recipro- 
cating engine and the condenser, and would have no valves or 
governing mechanism whatever. The generator would be con- 
nected directly to the other generator leads without any switching 
apparatus, except, possibly, knife switches to disconnect for 
testing purposes; and in operation no attention whatever would 
Ije required beyond the ordinary lubrication of bearings." 

iSince the above proposal was made (in 1900), several such 
installations have been made in this country and abroad. The 
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effect is well illustrated in the tests made upon an English plant 
which had previously been running non-condensing. 

A condensing plant was installed at a cost of about $28.00 per 
kilowatt of turbine rating. A unique feature of the condenser is 
the use of sewer water for cooling purposes. It was found that 
the exhaust steam from two 780-kilowatt reciprocating engine- 
sets would supply one 1200-kilowatt turbine, the latter operating 
between atmospheric pressure and a 27.4-inch vacuum. In a 
three weeks' test, the saving effected was shown to be as follows: 

1908. ■ IfllO. Saving. 

Fuel 0.5 cents per kw. hr. 0.334 c. per kw. hr. 33.4''; 

Oil and storoa 0.018 eenta per kw. hr. 0.008 c. per kw. hr. W'o 
Water 0.054 cents per kw. hr. 0.012 c. [icr kw. hr. 78';c 

Sal. and wages 0.108 cents per kw. hr. 0.094 c. per kw. hr. 
Repairs (est.) O- 1'^ cents per kw. hr. 0. 114 e. per kw. hr. 

0r796~~ 07562 30' ;T 

It will be noted that this figure does not take into atcouni 
the increased interest on investment. 

In another ease, that of the Philadelphia Kapid Transit Com- 
pany, a similar addition was made to the equipment originally 
consi.sting of compound, non-condensing Corliss engines. .\s 
boiler capacity was not sufficient to carry more reciprocal ins: 
engines, low-pressure Curtis turbines were installed between the 
engine exhau.st and condensers. With this condition the turbine 
will use about 40 pounds of steam per kilowatt hour. The results 
obtained indicate that, with complete installation, the output of 
the station should be increased by about 70 per cent, without 
increased .steam consumption, 

To further compare the operation of steam and gas engines^ 
and turbines, we will reprodiice a tabular statenieiit made by 
Mr. Stott in his paper before quoted. Table XXIX shows in the 
first column results for compound condensing reciprocating 
engines without superheat, derived from actual costs for a yearV 
record. Load factor was about 50 per cent. The other columns 
are mainly estimates. 

Internal Combustion Engines. — One of the quite modern eoni- 
pptitors in the class of prime movers for electric generators is the 
gas engine or, more broadly, the internal combustion engine. 
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It appears in many forms, ranging through the use of illuminating 
gas, blast furnace gas, gasolene, kerosene, and even crude petro- 
leum. Its principal shortcomings have been its speed variation 
(luring one revolution and the inability to carry much overload. 



Table JULIA. — Comparison of Costs, etc., of Various Types of Prime Hovers. 






wh-hsmllini 
if uheg 



hbor 

13. LubHentioii 

It. Wnte, ttr. 

IS. [nectrieal labor. . 



O.M 
0.74 

a.«8 



Ota 

0.74 
3.03 



The /oiir-cyc/e engine (in reality a four-strokc-per-<^ycle engine) 
is represented typically by the Otto cycle (Fig. 217). In this 
cycle the first intake utroke draws into the cylinder the charge. 
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The return stroke compresses the mixture of air and gas. Xear 
the end of the stroke ignition occurs and combustion brings 
pressure up to a high value. This pressure then accomplishes 
the working stroke. Exhaust opens and the return stroke forces 
the gaseous products of combustion out of the chamber. The 
cycle is then repeated This means that there is only one 




Fia. 217,— Otto cycle. 

working stroke in four strokes, two revolutions, and the crank 
effort diagram will look like Fig. 218. Thus, a single-cylinder, 
[iingle-acting (i.e., four-cycle) gas engine gives a greatly varying 
crank effort. 

We may, however, depart from this condition by either of two 
methods. First, we may multiply the number of cylinders and 
so time their epochs that their working strokes are evenly spaced 




Pia. 21S.— Cnmk effort dUgrnio, Olto c; 

over tlio time required for two revolutions. By such a construc- 
tion, the turning effort may be kept within the proper limits for 
successful application to the electric generator. A second device 
is to use two-cycle operation, with or without multiple cylinders. 
In this procp-sH, the crank end of the cylinder is enclosed so that 
the working stroke may be utilized to compress therein the next 
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charge for the working chamber. Exhaust in the working 
i-hrtiiiber OL-curs just previous to the opening to admission and 
the latter helps to sweep out the last remaining burned gases, etc, 
Thiw will give each revolution one working stroke and bring the 
cyc-le to an equality with that of the single-acting steam engine. 
The two-rycle engine is smaller than an equivalent four-cycle 
engine, aa its individual working strokes are more frequent. 




Flu. 219.— Br&ytAn cynte. 

Xcvorthcless, owing to the fact that intake and exhaust occur 
simultaneously, the efficiency falls rapidly with departure from 
the l>est load an<l the best speed of operation. 

Besides the Otto cycle, there are other possibilities for the 
internal combustion engine. In this, it differs from the steam 
engine where the energy is developed in the cylinder at only one 
wtage — admission. With the gaa engine, however, combustion 
niay occur at constant volume (Otto cycle), at constant pressure 




(Brnytnn cycle) or at constant temperature (Diesel engine). 
The latter two cycles are shown in P'igs. 219 and 220. 

In the Brayton cycle fuel is admitted and burned at about 
constant pressure, giving an indicator canl very similar to a 
»tesm card. The Diesel engine, using liquid fuel, operates with 
no constant pressure or constant volume lines in its indicator 
card. Combustion occurs during admission, but at constant 
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temperature which gives an isothermal combustion line. In this 
cycle a charge of air is compressed to about 500 pounds per 
square inch and the liquid fuel is sprayed into the chamber. So 
high a pressure servea to raise the air temperature to a point 
where the oil is ignited immediately upon its entrance into the 
combustion chamber. 

In economy of performance, the gas engine or oil engine has 
some decided advantages over the steam engine. A good slide- 
valve steam engine will utilize about 5 per cent, of the heat 
energy of the fuel. By changing from slide-valve to the type 
where exhaust is timed indepontlently of the admission (the four- 
valve Corliss type) this economy may be increased to 6 per cent. 
Compounding and use of conilenscr brings it up to about 8 per 
cent. Ti-iple expansion gives about 12 per cent. Gas engines 
of the explosion type may be expected to give IG to 18 per cent. 
Oil engines, 18 to 20 per cent. Diesel engines about 30 to 35 per 
cent. These figures are based upon the indicator cards anJ 
must be lowered to represent output at the shaft or pulley ami 
it must be remembered that the gas engine has high thermal 
efficiency and low mechanical efficiency, while the steam engine 
reverses these characteristics, 

As regards overload capacity, the internal combustion engine 
is at a disadvantage because its action is best at normal intake 
with normal mixture of air and gas or other fuel. An overlcid 
demands more fuel which in turn demands more air for couihii*- 
tion. But the capacity of the cylinder remains the same and no 
great excess in charges may be attained. If, then, the machine 
is to be capable of taking much overload, it must be underrated 
and run rather uneconomic ally at normal load. 

The capacity of a gas engine is different for different altitudes. 
This is because the amount of air per cubic foot depends upon 
altitude, and, with lighter weight of air intake, the charge of fuel 
is necessarily decrea.sed, thus lowering the output. 

The principal advantages and disadvantages of the internal 
combustion engine may I>c named as follows: 

.\d vantages: 

I. The prospiure due to the heat energy is developed in the 
engine cylinder where it is u.sed and no wastes occur, correspond- 
ing to the losses of the boiler, smoke stack, etc. 

wGooqIc 



GENEFtVTION. 309 

2. The engiae is easily and quickly started. 

3. A consi<lerable atorii(ro of fuel is poHsiMc in the form directly 
used by the engine. The space required for it is small. 

4. Fuel handling is easy and operation is cleanly. 

5. With oil engines or where gas is purchased, the system has 
no complication corresponding to the boiler plant and is very 
simple. 

(i. Fuel ia cheap. 
Disadvantages : 

1. The crank eiTort is irregular, and the maximum pressure in 
the cylinder is high for a given mean value. A fly-wheel is 
necessary. 

2. Auxiliary apparatus la required for starting. 

3. The overload capacity is quite restricted. 

4. There is no energy storage in its usable form, as in the case 
of steam. Power for each stroke is developed just as it is used. 
(Compare advantage No. 3.) 

5. There is no range possible below atmospheric pressure (as 
with condenser). 

6. Governing is not easy to accomplish nor are replies to 
governor action prompt because of the infrequency of the working 
stroke. 

7. There are numerous parts, the failure of any one of which 
will stop the engine. 

.\b regards the cheapness of fuel for gas engines, considerable 
might be said. Natural gaa regions may be recognized at once 
as favorable localities for the use of such engines. If coal is 
cheap — poor grades and short haulage — producer plants may be 
established and gas generated for use. The producer is a very 
satisfactory piece of apparatus and will give to the gas about 
82 per cent, of the energy of the coal. Low-grade fuel may be 
used with it. In oil engines there may be used some of the 
cheaper grades of oil. The Diesel engine will use crude petroleum 
and has been known to run, experimentally, using fine coal dust 
as its fuel. Its makers guarantee 1 kilowatt hour at switchboard 
with use of 7/8 pound of crude oil. .Vlcohol has been little used 
here in .\mcrica, but with the recent reduction in price due to 
removal of the revenue tax, the engine will probably be developed 
to a greater extent for small units. 
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(Jas and oil ongineH will cost in the neighborhood of S.W per 
hoi'ste-power for sizes of 50 to 100 liorMC-power, For speiial 
installations they are built in very large units, the 2400 horse- 
power blast furnace gas engines of the Indiana Steel Company 
at Gary, Ind. being examples. For richer gas the units may be 
more powerful and smaller as, for instance, the 4000 horse-power 
gas engines of the California Gas and lOlectric Corporations. 

Electrical Geaerators. — Generators for converting the mechan- 
ical power of the prime mover into electrical power may l« 
connected to the latter by mounting upon a common shaft, hy 
belting from pulley to pulley, by rope drive, by gearing, etc. 
The first two of theqe, dirett-<lrive and belt-drive, are by far the 
most common. Generally speaking, the choice between the two 
is determined by the ratio between the individual economical 
speeds of the two machines. If both prime mover and generator 
may be built for the same speed without much sacrifice in effi- 
ciency, without too great increase in cost, etc., it is proper that 
they should l>e mounted upon a common shaft or othemise 
connected for direct-drive as may be best suited to the type of 
prime'mover. With water wheel and steam turbine the common 
shaft Is practicable. With reciprocating engines, steam or gas, 
the crank .shaft drive is required. 

Rope drive and gearing are of limited use, although thcymay 
be included within the scope of good practice and may each have 
special applications where it becomes valuable. An instance of 
this is where the high-speed De Laval turbine is to be connected 
to a generator. Here we have speeds of prohibitive value for 
the generator or even for pulley- and belt-drive. The problem 
is solved by the design of high-speed gearing. It may run at 
peripheral speeds as high as 0000 feet per minute. In order Jo 
ini^ure proper meshing of teeth of pinion and gear, it is customary 
to aHscml)le the generators in pairs, letting one turbine drive the 
two. The pinion of the turbine shaft drives two gears, one upon 
each side. The lateral pressure necessary for high-speed work 
is balanced by this opposition. There is no great increase of 
friction because of side pressure upon the turbine bearings nor 
is there liability of interference because of bending the shaft. 
If only one electric circuit is desired, the two generators may l« 
coimectcd in parallel if great care is taken to adjust their divieioD 
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of load. Probably it is preferable to place them in aeries, both 
armatures and fields, so that they become parts of one machine. 
This is possible either with direct-current generators or alternating- 
current generators. Even polyphaae machines may be so con- 
nected, leg by leg. 

Rope-drive is suitable for distances too great for belting and 
pspecially for vertical transmission of power. The rope sheaves, 
as the pulleys are called, have great enough width to receive in 
their grooved faces a proper number of rope strands to transmit 
the power required. These strands may be either the continuous 
rope (American) or multiple rope (English). The former has 
the advantage of uniform tension, ease of installation, single 
splice, and the disadvantages of high original cost, expense of 
reserve and replacement, and shut-down in case of a single break. 
The latter system necessitates care in installation as regards 
tension, making of numerous splices or joints, but avoids excess- 
ive reser\'e material or complete failure for one break. 

Direct connection between driver and generator is sometimes 
accomplished, as pointed out, by pressing the moving member 
of the generator upon the crank-driven engine shaft, the turbine 
shaft, etc. Again, the shaft of the generator may be coupled to 
that of the prime mover by rigid flange coupling, flexible coupling, 
or even friction clutch. Of these several possibilities the assem- 
bly upon driven shaft and the flange coupling are the ones most 
suitable for heavy work and general installation. 

By far the greatest part of alternating-current electric gene- 
ration occurs with polyphase machines. The economy of 
electric transmission is served by use of three-phase circuits. 
It is much more satisfactory and economical to generate thus 
than to lose in efficiency by a transformation from some other 
form. Inasmuch as there is generally a conaiderable part of 
the power utilized at some point other than that of generation 
(and sometimes all of it) the importance of the polyphase alter- 
nating-current generator is apparent. Furthermore, the poly- 
phase generator is a simple machine to operate, it is comparatively 
inexpensive and its reliability is high. It is a sturdy machine 
capable of carrying overloads satisfactorily. 

Formerly, it was built with a stationary field and revolving 
armature. The construction is greatly simplified and strength- 
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Plied by placing tho armature winding in slots upon the nonmov- 
ing member where insulation and dynamic strainii are more 
easily taken care of and placing the field poles upon the revolving 
member. The field construction does not include the distributed 
winding except in special forms. It is, hence, quite possible to 
cause the centrifugal strain upon the field conductors to be taken 
by the iron pole tips, giving greatly increased strength. Where 
the round rotor is used and the field winding must be distributed, 
the slots are few and large and the strains are more easily met 
than in an armature winding with heavy end connections. With 
increased voltages of to-day, the ease of insulation of stationary 
armature presents the greatest gain, because the insulating 
materials used do not add mechanical strength to the armature 
coil at all comparable to the increased volume or weight. 

Field excitation will require from 1.5 to 5 per cent, of the 
kilowatt rating of the generator. This varies considerably with 
the rated speed of the machine. With a certain voltage it may 
take 2 per cent. If, now, the voltage remains the same, but 
speed is re<[uced, an increase in field flux ia necessary. The 
kilowatt rating of the exciter would, therefore, be increased. .\3 
an example, a certain 650-kilowatt generator running at 90 
revolutions per minute required for excitation a 30-kilowatt 
machine. A similar generator running at 000 revolutions per 
minute was found to need only a 9-kilowatt exciter. The number 
of poles is reduced from 80 to 12 by the change in speed (60-cyele 
machines) and the decrease in length of field winding and its 
resistance affect the rating of the exciter more than does tho 
increased length of magnetic path. The densities may have 
changed, also. 

The older type of inductor alternator is not as common as it 
was formerly. In it the revolving member moved within an 
immense stationary bobbin' which contained the field winding 
and magnetized the rotor in an axial direction or crosswise. The 
polar projections upon this field coming in front of first one set 
of coils and then another serve to give maximum flux cutting and 
then zero cutting. But this is an uneconomical condition 
because, if the flux should be changed from positive maximum 
to negative maximum instead of maximum to zero and back to 
maximum again, a given voltage would require only half the flux 
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1 hat ia neetlwl with the noii-revorsal of flux. The weight economy 
is, therefore, low, or cost ia high. The great advantage claimed 
for it 13 the absence of revolving windings, as neither fielil copper 
nor armature copper moves. 

The efficiencies of alternators are quite high. They depend 
upon the size of the machine, the' speed, and the voltage. For 
large machines running at speeds most suitable to their sizes, 
efficiencies may be secured as high as 98,5 per cent. Either 
extremely high speed or low speed would have the tendency to 
lower this figure, although the effect of the latter is the greater. 
Typical efficiencies for normal conditions of voltage and speed 
are illustrated by Table XXX. 

Table XXX.— Typical Alternator Efflclenciee. 

., Load I "~^ 

^~\^ I I 0.25 0.50 0,75 1.00 1.2.i 
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84.0 


87.0 


1 


78.0 


86,0 


89.0 
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94.8 
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93.8 
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94.0 


95.8 
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1 of a constant potential machine is defined by the 
A. I. E. E. as being the ratio of the maximum difference of 
terminal voltage from rated load value to rated load terminal 
voltage. The range of load is from rated load to open circuit. 
That is, the greatest variation from rated load value of voltage 
is noted as the load is changed over the range mentioned — full 
load to no load. This variation, <livided by the rate<l load termi- 
nal voltage, gives the decimal representing the regulation of the 
machine. Generally speaking, the regulation of a generator is 
of considerable importance. If it exceeds a certain amount, 
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<l<'pendin(; upon tlip nature of the loud, the voltaRC variaiion 
"becomes so great jih to introduce uerious difficuities to proper 
operation. A lighting load should be supplied with energy 
through a generator having a good regulation, or the voltape 
fluctuations will cause very unsatisfactory operation of the lamps 
upon the system. Candle-power is very sensitive to vollape 
changes. 

A regulation of not over 6 per cent, is asked for in generators 
f»)r lighting service, but this is much too great to allow al the 
lamps. Voltage regulators may, however, maintain a proper 
degree of stability. For power load, the close regulation is not 
generally so important a point of operation and valves of 8 per 
cent, or more may be allowed. 

The voltage of the generators will depend upon the power 
rating of the plant and the distance of power transmission, ^\^le^e 
line voltages of less than 15,000 volts may be considered as suit- 
able for the in.stallation, it is possible to supply them directly 
from generator terminals. In fact, European practice goes up to 
30,000 volts and American practice has reached as far as 20,000 
volts. These are not typical of general practice, however, but rep- 
rcHent, rather, the present extremes. Where potentials above 
15,000 volts arc desirable or reciulred, the alternator potential will 
generally vary from one-third to one-sixth of the line pressure. 
For extremely high-line voltages the ratio may be increased. 
The most suitable balancing of line, transformer, and generator 
constants may be assumed to be in the general neighlwrhood uf 
the one-to-five ratio of generator-to-line voltages. It is a fact, 
however, that high generator voltages are being persistently 
shunned beciiu.se the factor of safety for insulation is much lower 
at the generator than at the transformer. Many large machines 
are being installed at 5000 volts or less on high potential trans- 
niisHion systems. 

Speed ratings have a very decided influence upon cost of 
alternators. Miow-spced machines are more bulky per rated 
kilowatt both in iron and copper. Hence, the type of prime 
mover may influence price very considerably. The size of the unit 
likewise affects the cost. Large units coat from $12.00 down to 
$10.00 per kilowatt. Smaller machines will be more expensive. 
The cost of exciters for large machines will be in the neigId>or- 
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hood of $1.00 ppr kilowatt of generator capacity. This figure 
increases with decreoHing size of generator and for as small sizes 
as 50 kilowatt may be around $2,00 per kilowatt. Naturally, 
tlie price depends very materially upon the type of exciter used. 
That is, the belt-<Iriven exciter is designed for its most economical 
speed, etc. It is necessary to provide parts for it which would 
not be included in an exciter mounted directly upon the same 
shaft as the generator. If the generator speed differs materially 
from the best exciter speed, a direct-connected exciter would be 
expensive, despite the fewer parts. With comparatively high 
speed generators this would lessen the difference or perhaps 
reverse the positions upon the scale of the two types of exciters. 

This is, however, so small a part of the total cost of the instal- 
lation, that it does not influence the choice between types as a 
general thing. Other things, as the availability of space, the 
symmetry of assembly, simplicity, etc., have more weight and 
determine the choice. 

Self-excited alternators are not built in large sizes and they are 
considerably more complicated than are the separately excited 
machines. A perfect automatic regulator for field excitation 
which will take into account the power factor of the load, the 
variations in load, etc., presents many complications.' 

General ollernalw charaderistics. — Armature constants, namely, 
resistance and reactance, affect the shape of the volt-ampere 
pharacteristie of the alternator. This was pointed out in dis- 
cussing the regulation of the machine. But they are furthermore 
important in limiting the rush of current that occurs with short 
fircuit of the armature. When short circuit occurs, the rush of 
current is eventually determined by the combined effects of the 
field, the armature reaction upon the field and the impedance of 
the armature circuit, of which the resistance is negligible com- 
pared to the reactance. At the first instant, armature reactance 
hfw not affected the result and the current rises to the value, 



where e is the nominal generated voltage and x is the armature 
reactance. If, then, the value of x is small, as is the case of 
turho-altemators, other alternators of very good regulation, etc., 
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the value of current reached for the first instant of a short circuit 
may become enormous. There exists a secondary effect in tlie 
field circuit, also, causing a large rise of current there, with 
pulsating cycles. Both of these gradually decrease to their 
permanent values, unless there are line switches or breakers 
opened by the peaks, which ordinarily would occur if automatic 
protection is provided. 

A three-phase alternator may have its armature coils connected 
Yor A- For high voltages the Y-connection is always preferable, 




Flo. 2^1.— Three-phara tripla haimouks. 

inasmuch as it gives a lower voltage per leg. For low voltages, 
the A arrangement frequently occurs. If there is present in the 
electromotive force generated a triple harmonic, there is con- 
siderable difference in the results depending upon these armature 
connections. 

If we look at the voltage cur\'eB for the three legs as shown 
upon rectangular coordinates, considering the waves aa 120 
degrees ai>art, the positive directions for the legs of the Y may 
be taken as outward from the common point. Figure 221 
shows that a triple harmonic for one leg is in phase with that for 
each of the other pha.'«'s. When the armature is connectett \ 
these triple harmonics oppose each other because they are all 
away from the neutral point or all toward it simultaneously. 
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If a neutral tap is brought out and grounded and the load also 
has the same arrangement, there is a path provided for the triple 
harmonic of current and it will be present. With A connection, 
the triple harmonica are short-circuited in the armature and may 
tiecome rather large. In either case, there is greater heating of 
the generator in ease of the presence of these harmonif.'i. A meter 
in the neutral or in the delta may show such currents present, 
though the most striking method of showing it is to take an 
osiillographic record, where the triple frequency is easily detected 
(Fig. 222). 



:uil«d triple hoimoiiio Id delta-oonaecteU onnatuie. 

Alternators arc generally of the polyphase type, as this gives 
more economical construction and transmission, as well as giving 
more satisfactory and flexible operating conditions. Where 
single-phase load only is required, as with lighting, single-phase 
railways, etc., the separate phases of a three-phase alternator 
may supply different portions of the load. 

Direct -current generators are to be obtained in all sizes from 
the fractional horse-power to 1200 or I5(K) honse-power. They 
arc of the plain shunt type of field or of compound fiehl winding. 
The nature of the load determines whether they are to be of the 
const ant -current type or of const ant -potent inl. The former 
ivoujd be used with direct-current series arc circuits, but this \a 
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about its only application. To a considerable extent, the con- 
stant potential generators may be looked upon as the same 
machinea as will be described more in detail under the head of 
motors in the chapter upon distribution. 

The plain shunt generator will give a drooping voltage charac- 
teristic as load comes on, due to ir drop and armature reactifni. 
The compound winding will compensate for any portion of this 
drop or over-compensate for it, if desired, maintaining constant 
potential at some distant point in the distribution. It will noi 
give a straight-line variation between voltage and armature 
current or load. With proper setting for no load condition:* 
and desired voltage at full load, the regulation between these two 
points upon the curve is not, therefore, exactly proportional to 
the load, but is slightly higher than it should be. 

Speed has considerable effect upon the cost of direct-current 
generators as it does upon alternating-current machinea. Tlie 
cost may be as high as $30.00 per kilowatt for small sizes and 
may be taken as about $15.00 per kilowatt for large machines. 
The effect of increased speed is, naturally, a reduction in nnioiint 
of material used, meaning reduced weight and cost. The 
multipolar construction also reduces weight and cost. 

Kificiencics of direct-current generators vary from 75 per cent, 
with very small units to about 92 per cent, with large units-. 
Their efficiencies are never as high as those of alternating-current 
machines, because of the presence of new sources of losses, as 
brush friction, commutator losses, etc. 

X'oltages run up to about 750 volts for the constant potential 
machines. Commutation troubles occur if this is pushed much 
higher. The use of compensating windings, however, will aul 
in the attempts to reach higher voltages upon generators and 
1200 volts or more may be attained. 
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CHAPTER X. 
TRANSMISSION. 

The route of the transmission line must be selected, having in 
riiml many features of construction, maintenance and operation. 
All other things being equal, the most direct route is preferable, 
U'cause of the economy of material and labor. Seldom, how- 
ever, are the conditions as simple and the choice as free as this. 
Frequently, even in comparatively short lines, the load carried 
is 11 distributed load, the elements of which do not lie even approx- 
iitiutely in a straight line. The question then arises as to whether 
the line shall be dii-ect with branches or whether it shall l>e laid 
out to reach directly the localities to lie served. To determine 
the preference, not only must the length of routes Ije considered 
with the comparative costs of conductor, towers, right of way, 
etc., but there must also be stu<lied the methods of control of 
branch lines, with switch houses and the possibility of atten- 
dants. (Expense will not be the only thing to be given weight. 
If a certain customer demands a service without interruption, 
the installation must reach him with as much reliability as if he 
were upon the main line. For branch line service in this case, 
the switching must be done and the line controlled with the 
utmost dispatch. The branch will be as well served as the 
main line and may be looked upon as an integral part thereof. 

On the other hand, if interruptions to service lasting ten 
miautes, thirty minutes, an hour, are not serious, the branch 
may be of mucli less expen.sive construction than the main line. 
Switching may be done by very different means, delay being 
unimportant. Protective devices will lie less refined or peihajw 
wholly absent except in the most rudimentary form. 

Certain routes may be laid out in such a way that the towera 
aic placed at specially advantageous points, giving increased 
pffoctive height of tower if placed upon a knoll or eminence, or 
giving exceptional strength of setting for an angle. AVith short 
spans and wooden pole lines, this point is not of great value, but 
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with steel towers, it gives individuality to each tower and it.« 
setting. Spans will vary in length and towers may l>e of different 
heights, although the latter condition is not necessary except for 
special work, nor is it very common. 

Distinct differences may occur in the various possible routes 
in regard to character of earth and its suitability for supporting 
heavy towers. Roiling land gives much better and simpler 
construction than would low, swampy ground. Rocky ground 
will make expensive lines because of difficulty in securing proper 
footings. Two routes between the same points may present 
quite different depreciation rates. Exposure to storms, snow 
8li<]es, or land slides is to be avoided. It is generally preferable 
to increase the length of a line somewhat rather than to carry it 
over a high point where it may be exposed to severe lightning 
disturbances, or through a deep valley subject to storms. Xot 
the least important thing to consider is the accessibility of the 
route for construction and for maintenance. Hydraulic develop- 
ment must occur where the opportunity is given for it, and some 
of the locations of power stations are, thus, far from ideal. The 
transmission line has imposed upon it severe conditions becau!* 
of this restriction and frequently they must be met by making 
the best of a bad situation. 

Where two lines are to be paralleled, they may be allowed to 
follow different routes. This will give increased installation 
expense, but, in the case of precarious conditions of service, 
increased reliability is attained. 

In taking up the problem of line calculation, two different 
problems will be assumed and various calculations made upon 
each. 



To deliver 5(HH) kilowatts over a 5()-mile, three-pha.se line. 
Power factor, ().!»(). 

Chiiirc of Freijiu-ncij. — Xatural frequency of line =47W)() = 

a) 
94(1. Hence we itiay choiiwe either (H)'- or 2^~. as the higher har- 
nionicH of ncillier fundamentul wave can coincide with this value 
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and cause resonance. In ortler to avoid high reactive drop we 
will assume frequency of generating system an 25~. 
/=25-. 

Choice of Voliage. — Standard voltages for transmission may 
iKt given as follows: 550,1100, 2200, 4400, CGOO, 13200, 44000, 
OOOOO, 88000, 110000, 140000. 

Of these values, up to 13200 may be called low-voltage trans- 
mission if we assume as the dividing point the value which to-day 
may be obtained without the use of transformers. That is, at 
13200 volts or below, the interposition of transformers between 
generator and line is not required, although it very often occurs.. 

Above 13200 volts we will term high-voltage lines; 20000-volt 
generators have been built in America but, not being common, 
at present we may ignore them in fixing this division point. 

The step from 13200 volts to 44000 volts is large, and many 
tines use intermediate voltages. However, the region is critical 
in that the decrease in cost of line material may not equal the 
cost of transformers. If much benefit is to be derived, a fairly 
wide change in voltage is necessary. 140000 volts is merely a 
proposed standard yet to be attained, but its choice is even now 
a strong probability. Even 100000 volts is being considered. 

Allowing approximately 1000 volts per mile of line, the voltage 

required would be 50000 volts. In order to give a value closer 

to a standard one, we may take the line voltage at receiver to be 

E =00000 volts. 

Current. — The line current becomes for unity power factor 
/„ =48.2 amperes, 
while for the given power factor of . 90 we have 
/ =53.5 amperes. 

Line Loss. — As previously mentioned, the allowable line loss 
may be assumed at a value from 5 to 20 percent., depending upon 
<ost of power, etc. We will assume for this case about 12 per 
cent. loss. This means 600 kilowatt loss or 5600 kilowatt gene- 
rated and supplied to the line. 

Sise of Conductor. — In order to select the size of conductor, 
find line constants, etc., we will first neglect charging current and 
calculate line resistance from permissible line loss. 

I'rj =000 kilowatts for three lines. 
600000 =3{53.5)'r„ 
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whence 

r, =69.5 for 50 miles. 

Choosing size Xo. 4 B & S. as a close value, we have 
r, = 65.47 ohms for 50 miles. 

The weight of one conductor will be about 32,800 pounds 
figured at 0.32 pounds per cubic inch of copper, and not allowing 
for sag. 

Spacing. — For a voltage as high as 60000 volts, we should 
choose at least 6 feet as the distance between lines. 
Inductance and Inductive Reactance. 

From the formula developed 

/-„,=0. 0805+0. 741Iog- 

where d = di8tance between conductors and r=radiu8 of the 
conductor, 



= 2.186 millihenrys. 
L(„ = 109 . 3 millihenrys = . 1093 henrys. 
Xi^ =2r.fh= 17.2 ohms per conductor. 

Capaxdty and Capacity Reactance: 
0.03878 _ 0.03878 

=• 0.01365 microfarads. 
C„= 0.0825 niicrofarads=682.5 (lO"') farads. 

A',=;-— =9340 ohms per conductor. 

Voltages and Currents. — (a) Having obtained the above data, 
we will assume that capacity is concentrated at the center of the 
line and calculate currents and voltages. Diagrammatic ally, 
the arrangement is shown in Fig, 223, where conditions represent 
one line and neutral. A'„, Ig, i-efcr to generator quantities; E, I, 
refer to load; r,, x^, to line (of one conductor); C, Xg, Ic, E^, to 
the condenser. As we may choose our initial line among the)* 
vectors it is moBt convenient to assume load voltage aa having 
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this direction because it ia tlie starting point of our calculations 

and is Icnown in value. 
Hence we have . ' 

E = e E. =3470O = initiaI line. 

.' P.F. -0.9. 

/ =53.5(0.90+)\/r^.a") 

= 48.2+j23.3. 

■-.-Ji. -05.5-)17.2. 

E,=e + iIZ, i!', -34700 + 1 (C5.5-)17. 2) 

(48.2+y23.3). ^ 

- i,-',-J; . 

M'" M", EI 



! 



I " Iz-W" 



m A, line oleulstioi 



=36480+j348. 

/, =t:jix^ I^ =(36480+/348)-Hyy340. 

'....' .., " =0.0378-j3.91. 

/„=/ + /, /, =48.24+jl9.30. 

E„ = E, + iiI„Z^ £„ =(3(>480 + j348) + \ (48.24 + 

/19.39){65.5-jl7.2). 

=38227 +j788. 

Z„ = Total Impedance Z^ =(38227+y788) -^(48.24 + 

J19.39). 
= £„//„ =G88-;2I)3. 

Continuing the calculation anti deriving the uunieiital value 
of each one of the quantities 
e =34700 volts. 
i =53.5 amperca. 
z =640 ohms. 
P.f.load=0.90. 
J, =67.7 ohms, 
p, =36480 volts. 
ig =3.91 amperes, 
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ig =51.9 amperes. 
e, =38227 volts. 
Zg =737 ohms for line and load. 
P.F., line and load, =0.936. 
Bg'VZ =66220 volts, line-to-line at generator, 
(b) In order to reach a closer approximation, it will be neces- 
sary to assume a different disposition of the capacity. A better 
refinement is secured if the total capacity is broken up into three 
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parts and distributed, one sixth at each end of the line and tno- 
thirds at the center of the line. These conditions are indicateii 
in Fig. 224 where the symbols are as before for load and generator, 
but new quantities are as follows: 

/(, = condenser current across receiver end of line. 

/' =line current on receiver side of center, 

I'c = condenser current across center of line. 

/" =line current on generator side of center. 

/"e = condenser current across generator end of line. 
The reactance of each condenser is derived from the total capac- 
ity reactance, being inversely proportional to the capacities. 
For i C, reactance =6x„' for § C, reactance =^Xg. 
x^ =9340. 
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ex, -56040. 




ix, =14010. 




E -e=34700. 




P.F. -0.90. 




/ =48.2+j23.3. 




,-Ji,-(i5.5-/17.2. 




/, /O.6. 




GoO' 


Ic 
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/' =/+/. 


/■ 


-48.2+J22.7. 


E, ='E+i,rz, 


E, 


-36480+J330. 


i',-EJitx,' 


/', 


=0.024-/2.6. 


i" ^I'+r, 


;" 


=48.22+)20.1. 


E, =k.+ J7"Z, 


F., 


-38230+)575. 


/",-S,//6i,' 


I". 


=0.01-/0.7. 


/„ -/" + /", 


i. 


= 48.23+)19.4. 


>-, =«.", 


'z„ 


-(i88-)2C5. 



From these vectors we derive absolute values: 

e =34700 volts. 

t =53.5 amperes. 

2 =G49 ohms. 

P.F. Ioad=0.90. 

z, =67.7 ohms. 

t'c =0.6 amperes. 

i' =53.2 amperes. 

e„ =36480 volta. 

i'j =2.6 amperes. 

i" =52.2 amperes. 

x"j=0.7 amperes. 

e, =38230 volts. 

to =51.9 amperes. 

2„ =737 ohms. 

/",= 1852 kilowatts per leg. 

P„ =5556 kilowatts total. 

P.F. line and load =0.934. 

'flVS =66220 volts, line-to-line at generator. 
ij-f-t'(,+i"j=3.9 amperes, total charging current. 
By comparing these two sets of results, it is seen that they are 
I>ractically identical throughout. In this case, it is evident that 
the first approximation would have been all that is n 
(cO From Chapter VIII we have 
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In this problem, our Bymbole have the values shown below, 

E =34700 

/ =48.2+/23.3 

2,=65.5-;17.2 

1 

934( 

.-.E^ =38224+;57C e„=38225 volts. 

7„ =48.24+/19.39 i„=52. amperes. 

/, =-0.04-y3.9 i(= 3.9 amperes. 

Or, by not neglecting the term Z^YIQ, we obtain practically 
the same expressions. 

This method is to be preferred to any of the other approxi- 
mations for, upon the whole, it is simpler and more accurate. 
In this problem, the inaccuracy is not great with any of the 
methods employed. But in the later problem, it will be seen 
that the single-condenser method would probably be too far off 
to be acceptable and the approximation by series is much simpler 
than the three-condenser method and should be adopted. 

Regvlation. — Line regulation is the percentage rise in poten- 
tial at the receiver end of the line when full non-inductive load 
is thrown off. We may desire to know what the regulation is 
at any other specified power factor, but, unless the power factor 
is stated, it is supposed to be unity. In calculating the line regu- 
lation at P.P. =0. 90, we may proceed as we have in the previous 
calculations except that E is not known and is to be determined, 
while Eg is known. The capacity may be distributed in three 
parts, or it may be considered as concentrated at the receiver 
end of the line. Again, we may estimate it from voltage values 
we have already calculated as the load voltage, 34700 volts, and 
the generator voltage which gives this receiver voltage, namely, 
38230 volts. This assumes that, with no load, receiver voltage 
rises to generator voltage, which may give a value too high in 
one case or too low in another case. In fact, due to line capacity, 
the potential at the receiver end may exceed that of the generator. 
(a) This simplest method gives in the problem .4 
38230-34700 „ .„,, 

Line regulation=- -—~ -=0,1017 

"^ 34700 

= 10.17 per cent. 
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fh) In ortler to show thp pi-tMoaa of olttnininK n closer approxi- 
mation by this laborious proroMa we will assume the capacity aa 
distributed as in Fig. 224. 

Gx^ =56040 ohniB. 

Uc =14010 ohma. 

f„ =38230 volts. 

Z^ =05.6-/17.2. 



= ? 

= -/17.82e(I0"'«). 

=0.99985e-;"0.00058e. 

= -jO. 0000714c. 

= -j0.0000892e. 

= 0.99908e-j"0.0035e. 

Co =0. 999Ie = 38230 volta. 

c =38260 volta. 

Comparing thia value with the value of e,, it is seen that there is 
a flight rise in voltage along the line. The regulation now 
appears as 






Line regulation = 



34700 
10.25 per cent. 



; fair I 



! in a case with considerable line 



This method ia i 
reactance. 

(c) If the capacity is placed at the receiver end of the line 
the calculation is simplified considerably, but at the expense of 
accuracy. In this particular problem, it does not matter very 
much which method ia used for this last suggestion gives 



Line regulation = 



38297 -.34700 
34700 

10.38 per cent. 



It is seen that all of the estimates are close together and henco 
any one of them would have been quite satisfactory in thia caae. 
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(d) Finally, £or the values obtaine<l hy approximation hy the 
tierieet we have 

.18270 -:M700 
Line regulation = -^^^ 

= 10.29 percent. 



= ,38261+; 698 
fi' =38270 
Telephone Circuit. — Suppose average height of line from srojind 
in 45 feet measured to lowest conductors of the power circuit. 



\'\\ 



Fid. 225.— Pioblem A, telephoae dinult. 

Place telephone wires 2 feet apart, the upper one being 35 feet 
from ground. These conditions are shown in Fig. 225. They 
may l>e stated thus: 
I'ower circuit: 

/ =53.5 amperes. 

E =(i(KHK) volts. 

Len{;th = 50 miles. 
Hpacings: 

n.= 15.25 feet t)etwoen A and S. 
«,= 17.25 feet between A and T. 
6^=1 10 feet between B and S. 
fc,= 12 feet between B and 7'. 
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f, = 10 feet between C ami A'. 
r,= 12 feet iH-tween C mid T. 
From Chapiter VIII the inductance per mile of line A upon the 
telephone circuit \» 

A/^-0.7411og°'- 

0.0403millihenry8. 

h, 

- -0.0584 millihenrys. 

JW(..=0.741 log*^' 

= -0.0584 millihenrys. 
Whpnce, noglecting the negative signs, 

= +0.02 millihenrys =0.00002 henrys per mile. 
«„ = 2):/Af/(50) 
=8.4 volts 
That is, there will be induced in the telephone circuit an 
alternating voltage of 8 . 4 volts at 25 cycles per second. 



•r^ 



Fio. M«.- ProhUim A. lelephone cirruit. 

.Vgain, if we place the upper telephone wii-e only 5 feet Iwlow 
the lower power conductors and recalculate the voltage induced 
{neglecting diagonal distances and using vertical distances only) 
-w-e have (Fig. 226) 
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«, =10.25 feet. 

a, =12.25 feet. 

b, =5.0 feet. 
bt =7.0 feet. 

c, =5.0 feet. 
c, =7.0 feet. 
Jl/^=0.74l log a,/a,. 

= -0.0575 millihenrya. 
Mb = Mc = - . 1079 millihenrys. 
M =-0.05 miIIihenry8=-0. 00005 henrys per 

mile. 
e„ = 21 volts. 

The voltage is more than doubled by this decrease in distance. 

Each of these calculations indicates that there would have to 
be numerous transpositions in the telephone circuit in order to 
eliminate therefrom the flow of current due to this electromag- 
netically induced voltage, and its consequent noisy effect in the 
telephone receiver. There remains to be considered the 
potential at which the telephone circuit as a whole is above the 
ground potential and the resulting danger to the operator who 
uses the telephone. This effect is one of electrostatic induction 
as discussed in Chapter VIII. Referring again to Fig. 225 and 
stating conditions we have: 



£, = 38230 volts 




r -0.104 inch 


radius of conductor. 


a -003 inches, 


A to ground. 


b =540 inches, 


B to ground. 


c =540 inches, 
« -420 inches, 
t =390 inches. 


C to ground. 
S to ground. 
T to ground. 


log 

i'>g 




= 38230 '"^--^ 
log 1 IGOO 




= 7020 volts. 
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eb=E, 




= 1500 volts, the potential of S above grouml. 

Similarly, Cj may be found. These values of potential are, 
of course, dangerous to the operator. 

If the conditiona of Fig. 226 are assumed, having only 5 feet 
between the lower power and the upper telephone ' wire, the 
value of potential obtained by a itimllar calculation is 

e, =s2810 volts. 
These values are reached for normal operation of circuits ami 
may be considerably exceeded if abnormal conditions exist, as 
a grounded telephone return, or a ground return for one phase of 
the power circuit. The danger depends not only upon the voltage 
to ground, but also upon the electrostatic capacity of the tele- 
phone circuit against ground. The potential may be high even 
for a very short line, but the charge will depend upon the 
length of line and will be small for short lines. 

One means used to avoid the liabUity to injury is to install 
telephone transformers at each end of the line. In other words, 
the telephone instruments are connected to the line through 
transformer cOils with neutral grounded; the local circuit thus 
will not participate in the high potential condition of the long 
lines. This gives absolute protection. 

Other methods employ ground wires so placed as to screen the 
telephone circuit as fully as possible from the power circuit. 
Probably the best single-ground-wire scheme is to put the two 
telephone wires upon a cross-arm and run a ground wire midway 
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between them. The arrangement is indicated in Fig, 227, but, 
due to field distortion, complete protection is not attainable. 
With high voltages and long lines, danger still exists. Especially 
is this true when some abnormal condition arises, as a grounde<l 
phase, etc., making it dangerous to use the telephone just when 
it would be required. 





n 


f, ? 


s 







Flo. 227.— Pratpctod telephone einniiC 

Problem B. 

To deliver 30,000 kilowatts over a 150-mile, three-phai 
]'owerfactor,0.90. 

47000 
Choice of Frequericy. — Naturalfrequencyof Une=— 



313. 



150 

Ho far as the natural frequency goes, we might use either 60 or 
25 cycles. However, if frequency should vary to 02, the fifth 
harmonic would give the frequency required for resonance. \ 
corresponding variation in generator frequency from 25 cycles 
per second would affet^t only the much higher harmonics where 
diinger is considerably lessened. As before, however, the princi- 
pal feature to consider is line inductance and charging current. 
It is much to be preferred, then, that the lower frequency be 
chosen if resonance is not to be expected therefrom. Aa such 
trouble is unlikely, we will assume generator frequency, 
/=25 cycles per second, 
Chmce of VoUnge. — Allowing as before, about 1000 volts per 
mile of line, the potential chosen will be about 150,000 volts. 
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This is above any value now used, but inasmuch as 140,000 

volts is under consideration, we may choose that figure and find 

what characteristics appear in the course of the solution. 

Current. 

At unity power factor, /„ = 124 ampereH. 

At power factor 0.90, 7=137.8 amperes. 

Line Loss. 

Let the line loss = about 10 per cent. 

Total permissible loss = 3000 kilowatts. 

Line loss per leg = 1000 kilowatts. 

Approximate power at generator 33000 kilowatts. 

iSizc of conductor: 

iV, =1000 kilowatts for each line. 

1000000 ,„ ., ^ , ,„ ., 
r, =,f5=~^,=52.7 ohms for 150 mues. 

A clone approximation to this will be 8e(mre<l by the use of 
No. 0(K), a 410-mil conductor, of copper. This gives 

r, =4'J.3 ohms for 150 miles. 
However, as the current in rather large, we may lower the reac- 
tive drop of the line by dividing it into two parallel circuits, as 
previously shown. This will decrease reactive drop but increase 
total charging current. It will, at the same time, add to the 
reliability of the system, especially if the two parallel circuits are 
placed some distance apart, say 80 to 100 feet. 

The conductors required for this arrangement will be two Xo.l 
wires in parallel. The diameter is 289 mils. 

r,' =99 ohms per conductor of 150 miles, 
r, =49,5 ohms per leg of 150 miles. 

The latter arrangement is evidently the better of the two and 
our continued calculations will be baaed upon it. It should be 
noted, however, that the copper wire, \o. 1 may be replaced by aii 
aluminium conductor, \o. 00, ha\'ing about the same re.sistamc, 
ati<l using two in parallel as before; As may be pointed out, this 
will be especially advantageous for the pre.'ieiit problem, in order 
to avoid heavy corona loHses. While one place iw satisfactory for 
the installation of copper conductors, another pince may give 
s line losses, when the same design of line is used and this 
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loss may, perhaps, be avoided by uaing the aluminium with its 
correspondingly larger diameter. By reference to Chapter XIII, 
it will be seen under the discussion of corona that the radius of 
the copper wire chosen for the present problem is too small for 
the voltage used and the spacing assumed. In fact, it ■would 
probably be advantageous to use No. 000 aluminium cable or 
larger. For our present illustration, however, we shall continue 
the calculations upon the basis of the small copper wire. 

Spacing. — It will be advisable to separate the conductors by a. 
distance of 11 feet and we will consider them as plated at the 
vertices of an equilateral triangle. 
Inductance and Inductive Reactance. 

d d 132 

L„;=0. 0805+0. 741 log -, where 910. 

r r 0.145 

=2. 17 millihenrys 
L,„=315.7 millihenrys=0.3157 henrys. 
x\ =2n-(25)(0.3I57)-49.6 ohms per conductor. 
Xj_ =24.8 ohms per leg (of two conductors in parallel). 
Capacity and Capacity Reactance. 
^ 0.03878 
C„i 0.0131 microfarad 

log - 

Ci„ = l .965 microfarads 
2)r/C = 3.09CI0"') 
x\ =3240 ohms per conductor. 
x^ = 1620 ohms per leg. 
Voltages and Currents. 

(a) Figure 224 shows the conditions of each line~to-ncutr<il 
where the values used will represent leg-to-neulrat con<liti(tiis. 
Hence, the (luantitica calculated are for one leg, consisting of 
two conductors in parallel. 

Qx^ =9720 ohms. 

fx^ =2430 ohms. 

i = 137.8 amperes. 

^'' =c E =80900. 

P.F. =0.90. 

/ .= 124+j"60. 

.GooqIc 
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z. 


= r,-iz. 


2, 


=49.5-124.8. 


I, 


=£/;6», 


1, 


= -/8.32. 


r 


='+'. 


i' 


-124+)51.7. 


B, 


-E + i/'Z, 


E, 


=84610-)268. 


}', 


-Klii', 


/', 


= -0.106-/34.8. 


f 


=''+!', 


>• 


= I23.9+)16.9. 


X 


='E,+irz, 


E, 


s87470-j4. 


i'. 


-ijp'. 


'", 


--)9. 


r. 


-/•+/-, 


!, 


-123.9+)7.9. 






Z. 


=086-j43.8. 


hence, in numerical values 




=80900 volts. 


i" 


= 125.1 amperes. 




= 137.8 amperes. 


*'c 


= 9 amperes. 




= 588 ohms. 


', 


-87470 volts. 


F. 


at load =0.90. 


'• 


= 124.1 amperes. 




= 55.4 ohms. 


'. 


= 701 ohms. 




=8,32 amperes. 


P.F. 


atgenerator=0.998. 




= 134. 2 amperes. 


P". 


= 10800 kilowatts per leg. 




= 84610 volts. 


P, 


= 32400 kilowatts total. 




=34.8 amperes. 


%+t 


e+i"c =52.1 amperes. 



(b) By the approximation by series we ha' 
E =80900. 
/ =124+y60. 
if, =49.5-y'24.8. 
Y =l/yi620=-j"0.000617. 

Whence 



=87880-/1345. 

= 123.9 + ;8.7. 
/e !=-0.1-;51.3. 
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This givcB, for numerical values, 
c„ =87890 volta. 
ig = 124.2 amperes. 
ig =51.3 amperes. 

liegidalion. 

(ft) Calculated by atiauming that when load is thrown off the 
receiver voltage rises to generator voltage, we have 

87040 -80900 , ^ 
Lmc regulation- ^^ 0.070. 

= 7.6 per cent. 

(b) However, if we use the same distribution of capacity in 
calculating no load voltages as we have in obtaining load con- 
ditions, Fig. 224 is again the scheme, except that load is zero. 





/ 


=0. 






= 87040. 




z, 


j-49.5-,-24.8. 


*■ «f 


e 


;, -r.Eijdx, 


V 


= -)1.029e(10''). 


A-,.i' + !/'2, 


K, 


= 0.9S745«-J0.00509e. 


''.=«./)k 


h 


= -jO.0OO41e. 


>"=;■.+;' 


■/■ 


= -j0.000513e. 


'i'. = «. + i''Zi 


i'. 


.0.9»09c-)0.020e. 




«o 


=0,9909e = 87040 volta. 




= 87800 volts. 



87800-80900 „ „„,„ 

Lme regulation = — — =0.0853 

'^ 80900 

= 8.53 per cent. 
((■) With the assumed condition that the whole capacity is 
concentrated at the receiver end of the line, the regulation would 

become 



1,51 per cent. 

.GooqIc 
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lies approximation 

,. (. Z.Y] 



-ZJ, 



= 88450-/130 
= 88450 



Line rt'^ulHtion : 



88450-80900 



80900 
= 9.32 per cent. 
In this problem, the calculated values of regulation differ more 
widely than do those obtained in Problem ,4. 

It is thus seen that it becomes preferable to ukc the fourth 
ojiicuiation, (d), in order to secure the best results. 
Telephone Circuit. 

The height of lowest power conductors will bo taken as 00 feet 
al>ovc ground. If the telephone lines are strung 10 feet and 12 



T^T 



Fm. -l-iK Pral,lpni B, u-lpphone i-ircuiU 

r<>et lower, the conditions shown in Fig. 228 niuy be sunimaiizcd 
a.-* follows; 

«.= 19.5 feet. 

«, = 21.5feot. 

ft,-C(=12 feet. 

/ = 137.8 amperes. 

I-englh of line ciiuals l.'K) miles. ' 
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Whence 

M^= -0.03055 millihenryB. 
Ms=M^= -0.05S4 millihenrya. 
M =-0.0279 millihenrya =0.0000279 henrys. 
6150 = 90.6 volta. 
Lowering the telephone linea 10 feet from the above position, 
giving distances, 

a, = 29.5 feet. 
ii,=31.5 feet. 
6^=c, = 20 feet. 
6,=Cj = 22 feet, 
will reduce the value of M to 0.00937 mUlihenrys. 
ej5(,=30,4 volts. 
This' is a very material reduction but we cannot permit 
fiuch disturbances as would still result in the circuit and the 
telephone wires must have frequent transposition points. 

With the conditions of Fig. 228 the potential of telephone line 
iS, above ground, is found as before in Problem A. 
E^=S70iO volte. 
Rad. of conductor=0. 145 inches, 
a = 834 inches. 
6 = 720 inches. 
c = 720 inches. 
s = 600 inches. 
( = 576 inches. 
Whence 

eo= 10870 volts. 
ffc=ej^ = 26120 volts. 
.■.<-, = 9120 volts. 
If the telephone circuit is lowered 10 feet, however, the net 
result is to give: 

e. = 3000 volts. 
These values of potential above ground potential are very much 
higher than were calcuJntcd for the other problem. Moreover, 
the line capacity will be much more because of increased length 
and, hence, the danger to operators is greater. It will be 
ad\'isable, therefore, as Ijefore to install telephone transformers at 
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Table XZXL — Sumnuu; of Liat Calculatioiu. 



190HOO 
87040 
124,1 



Kilowolts 
Vohac. liiu 
Vcdtace lo II 



wwoo 

34700 
US 



30000 

140000 

80900 

lar.s 



Likeh 

Number of Iidh 
.SpHcing of ccmducU 
Altitude of ImKT « 

MaleriBl of conduct 



CogfficicBt «1f ioductioD -I. 

foparity-C 

iBducthrB reaetancs prr « 

Inductive reaKtence per ]«■ 
Capmcj^ reactAnce per condur 



SMIkw. 
10 '■-i 
10.26% 



OKtronmsnetieBUy Induml 

Tollige 
KWtnntnlie potent inl above 



volU. I 



jbvGoOQic 



340 ELEMENTS OF ELECTIUCAI, TRANSMISSION. 

each end of the line and at each intermediate station or to protect 
the line by ground wire. In the long line installation, the latter 
will probably be preferable, inasmuch as numerous inter- 
mediate stations will need to be installed for the sake of patrol- 
men, even if no side branches to the transmission line occur or 
installations are served. 

With a well protected telephone lino, there should be no danger 
from working on the line or from using instruments connectc<l to 
the line at any point along the right of way. In order to do thi.s, 
two leads may be run down the tower, one from each line, to a 
telephone jack. The lineman or patrolman is furnished with a 
portable telephone instrument with its leads terminating in a 
plug to fit the jack. Inserting the plug in the jack will, therefore, 
put the transmitter and receiver across the telephone line ready 
for use, and this may be done at any tower. The expense of 
installing telephone stations at frequent intervals is, thus, very 
considerably reduced. 

The results derived in these problems may be compare<l in 
Table XXXr. 

Conductor Sag and Length. — When a perfectly flexible cord or 
wire of uniform weight per unit length is suspended between two 
points of support, the curve assumed is called the catenary. 
The solution of this curve is not simple. Moreover, conditions 
of uniformity of weight, flexibility, etc., are not attained. Henre 
in the solution of this problem the catenary is rarely \is(k1. 
Without serious error, the curve may be assumed to be a para- 
bola. With this curve, we will assume for our line: 

(^horizontal tension, in pounds. 
s = span, in feet. 
rf = deflection, in feet. 

/(' = weight of conductor in pounds per foot. 
; = length of conductor in feet. 
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Aasunie a copper wire, No. 000 B. A S. gage. It has a crosa- 
fioction of 0. 132 square inch. If 20000 pounds per square inch 
lie allowed, the pull upon the conductor, with a factor of safety 
of 4, will be 660 pounds. For a span of 200 feet we have: 
(200)^0. 508)'1 
6Gb' J 



i = 200 1 + 



=200.2 feet. 








(200)'(0.508) 
8(660)" 














= 3.85 feet. 








Similarly, for tension of 060 pounds: 








s 100. 200. 300. 400. 


500. 


700. 


1000 


I 100.03 200.2 300.7 401,6 


503.1 


708. 


1025 


d 0.96 3.S5 S.67 15.4 


24.1 


47.1 


96 



When spans vary in length along the line, it is best to make the 
horizontal tension the same on each side of any tower. This can 
be done, within limits, and the tower is then loaded as a column, 



^ 


a 


Ns^ 


< ^y^ 


f! \^-^ 


■—3^;^ 


A 


B V, 



if, for the moment we may neglect side strain due to change of 
direction, wind, etc. The sag, d, is increased with increase of 
fipan according to the table just shown. If, then, one long span 
is plotted for some given value of horizontal tcn-sion as shown in 
Fig. 229 any span having the same tension, conductor, etc., will 
coincide with a portion of the given curve. If the two supports 
are at the same elevation (not necessarily upon towers of same 

..Google 
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height) the portion of the curve used will be its central section, 
as AB. If the line is descending a declivity, the points of sup- 
port are not level with each other ami the .span is displaced from 
the center of the plotted graph to such a point that the proper 
difference in tower elevationa la secured, as CD. Here, the dif- 
ference in elevation equals CB or FD, while the span is CF. 

Successive spans may be represented, therefore, by the soli<I 
portions of the parabolic curves shown in P'ig. 230, where tlie 
total parabola is the same curve in each case.* Towers are 




Flo. 230.— Tnuumnaioii line ipuu *ith baluoed bori 



represented by vertical lines at each point of support. The 
whole figure is greatly exaggerated for the sake of drawing 
attention to this particular relation of spans. The total tension 
of a conductor at a point is the resultant of the horizontal com- 
ponent, discussed above, and the vertical component consisting 
of the weight of the conductor, taken from the lowest point of 
deflection of the line to the point in question. That is, at .4, 
the total tension, T, of the conductor is equal to the vector sum of 
the horizontal component and the vertical component equal to 
the weight of the conductor from Oto A. 

As this total tension must lie in the direction of the conductor, 
which is in e<iuilihrium, the relations exist: 

where v equals vertical component as before discussed and, 

' = tan 0, 
t 
where is the angle that a line tangent to the conductor woulil 
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mnkc with the horizontal. But, aa the curve is expreaaod in 
Icrtus of d ami s a.s VKriable.s, the tan in the firat differentiitl of 
rf in respoet to s. 

id V 8W 



T=f>Jl + 



16i' ' 



In the caee of a span where the supports are at different levels, 
as CD, the value of the vertical component must still be measured 
from the low point O to either C or J5, as the case may be. The 
total tension at C will, therefore, differ from that at D. Likewise, 
the total tension in opposite directions at any one tower need not 
be equal, although the horizontal components are equal. In 
this case one span will supply to the tower a greater portion of 
its vertical load than will the other span. 

To the weight of the conductor there must occasionally be 
added the weight of attached ice and, while exceptional thick- 
ness of ice Goat may be expected in some localities and under 
unusual circumstances, ordinary conditions seldom give more 
severe strains than will correspond to a coating of 1/2 to 3/4 
inch. There are cases reported where this ia exceeded by factors 
of four or five, and it must be remembered that the weight of ice 
increases almost proportionally to the square of the increase of 
the radius. In many such cases, this liability to interruption is 
aimply recognized as a risk to be added to those already taken 
by the company, it being considered that effective measures to 
eliminate the trouble become too expensive. 

The most severe conditions imposed upon the line would be a 
combination of minimum temperature, maximum ice coat and 
maximum wind. The wind pressure is quite problematical. 
It adds a horizontal component to the weight strain and, without 
ice, will rarely add more than 25 per cent, to the total pull for 
conductors of diameter 1/2 inch or more. 

It will be noted that the effect of wind is more severe the smaller 
the conductor, because the total wind pressure varies as the 
longitudinal section of the conductor or projected area which 
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varies as the dinmefor, while the strength varies as the cross- 
Me«?tioii vr the square of the diameter. 

Taking, as a fair extieme, the figure of 15 jiounds i)cr s<|iiai'e 
foot of projected area for the total value of the wind pressure ami 
also assuming that this preBsuic occurs at ri^ht angles to the line 
and horizontally, the strain upon a copper eonduetor, due to 
weight and atmospheric pressure, becomes, in pounds pei- foot of 
conductor, 

P = V97\ 2d* + 1 . 563 d\ 

Reducing this to percentage of weight, and thus expressing 
the transverse stress in such a way that the effect of win<l pressure 
is recognized as an increase in percentage above 100 per cent, 
f ~().171 

wliere p is the percentage total stress, d is the diameter tneasure<l 



^ \ L,_ 

::iWi^ii7:r::±:::+"E& 


-|-+[+^Hid+-^— r+f ^~r 1 





il pressure curvtB. 



in inches and p~ I equals the percentage increase in pressure due 
to the wiml. 

Calculate<l from this equation the relative pressure sustained 
by wires of different diameters is shown by the curve in Fig. 231. 
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From this curve it will be seen that destnittivo effects of wind 
storms will he move soriouM with small wiri'H, telephone and 
telegraph lines, while large power comluctora run lews risk of 
intcrrupf.ion of service. 

A second curve is shown for aluminium, the equation of which 






The conditions represented by this curve are the same as the one 
previously discussed, except that the conductor is aluminium 
instead of copper. The conclusion reached by a comparison of 
the two curves very decidedly precludes the use of aluminium for 
small conductors if they are to be exposed to wind. The same 
relative values for aluminium and copper would hold in the case 
of sleet. 

The side pressure thus introduced adds vectorially to the 
weight of conductor. It is wholly sustained, however, by the 
poles or towers, and adds directly to the wind pressure upon suc^h 
towers. In calculating the stress upon towers it is well to place 
the unit pressure per square foot at about twice the figure used 
for tha conductor because a great deal of the tower presents a 
flat mesh surface to the wind. Normal conditions may be taken 
t hen with 30 pounds per square foot of projected area as a basis 
for calculation. By projected area in this case is meant the pro- 
jection of the tower considered as a solid structure bounded by 
plane faces. 
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CH.tPTER XL 
DISTRIBUTION. 

When power has been transmitted to a certain locality afler 
having been developed as electrical power either from the Bource 
of fuel or water power, there remains still the problem of dis- 
tributing it to each consumption point. It is seldom that 
the whole block of power is used at one point. This condition 
might be met with where a company own^ and operates its onu 
power plant and its load is concentrated in a manufacturing plant. 
Even here, local distribution is necessary. With an extensive 
public service corporation, however, the problem is quite differ- 
ent and involves a much wider range of methods and of machinery. 

A railway system is fed, normally, from several different points 
called substations. These substations receive power electrically 
and aiter having regenerated it in the particular form used by 
the railway, passes it out to the feeder system, to be absorbed by 
the load units. A large or widely distributed lighting sptem 
may have the same general features, the details being worked 
out quite differently, probably. 

One of the first things to be determined in planning a distrib- 
uting system is the number of such substations needed. This 
depends, primarily, upon three things, the distribution of the 
load, the voltage of the receivers and the load factor of the 
in< livid ual load units. 

To a considerable extent, the matter of voltage depends upon 
the choice made between alternating current and direct current. 
Where the load is carried upon alternating current, the dis- 
tribution voltage may be comparatively high, as is preferable. 
Transformers installed locally will reduce the voltage to the 
proper figure for the receiving circuit, be it a lighting circuit, or 
a power circuit. As an example, the power may be generated at 
a hydraulic plant at 13200 volts, stepped up to 40000 volts, 
transmitted over some distance to a city which is to use it tor 
lighting. It cannot be carried throughout the city at this hi^ 
346 ,^ , 
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potential. Nevertjieless, it ia uneconomical to reduce it to a 
[MttPntial of 220 volts (three-wire system) and so diBtribute it. 
Suppose the city to cover an area int'luded within a radius of 
about 2 miles. In such a case, the power mains would probably 
l»e run from one substation at 2300 voits by aerial lines. Branches 
from these mains will then supply local transformers placed upon 
poles or within doors, re<lucing the pressure to 220 volts as 
demanded by the load. These outside transformers would be 
small and numerous, frequently as low as 2 or 3 kilowatts and 
supplying a group of houses in the immediate vicinage. Sizes 
up to about 7.5 kilowatts would occur for lighting load in the 
heavier districts but where power is needed for elevators, motor 
loads, etc., the local installation may be of any size to take proper 
care of the demand. 

If, upon the other hand, the district supplied is much larger or 
is made up of two cities upon opposite sides of a river and is not 
laid out in a fairly compact unit, we may have conditions which 
preclude the use of 40000 volts connecting two distribution 
centers. The main transmission line may lead to a point near 
Ihe edge of town or, perhaps, to one of the substations. The 
links lacking must be supplied at a lower potential than 40000 
volts, but it is uneconomical to run low-volt age mains (2300 volts) 
from such great distances. An aerial line should be run at the 
maximum potential for which permission may be secured. Or 
un<lerground construction may be resorted to and cable systems 
installed. Here, voltages are used as high as 20000 volts. 
With substations of this nature, the installations are large and 
few in number. 

Vtiien. direct current is supplied to the load, economical dis- 
tribution radii are much reduced. The load carried may be 
railway, lighting or power but in each case the voltage will he 
low, 220 to 750 volts, and line loss heavy. Generation, if power 
in transmitted any great distance, will be alternating current and 
numerous substations will permit of extended distribution of 
power in smaller blocks in close proximity to the point of utiliza- 
tion, before reduction of voltage. At the substations, then, 
voltage is reduced, alternating current is changed to direct current 
and the mains are supplied. It is impossible, however, to carry 
this increase in number of stations to anything like the extreme 
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point of oiic statiun or source of direct-current supply for each 
one of the Bniall tranaformers upon the alternating-current 
system of distribution, because each direct-current unit will 
require attention and protection. In short, alternating current 
permits of high-voltage distribution and a limited number of 
substations, while direct current necessitates lower voltages ami 
more numerous stations. 

As regards the distribution of the load itself, the power com- 
pany seldom has much control over these features, at least where 
they are serving the public. Customers may be solicited in 
certain localities more vigorously than in others, but, to a con- 
Biderable extent, the demand for power ia a growth which can 
be influenced only by careful and extended planning. Develop- 
ment is very frequently beyond the scope of the service corpora- 
tion, when it comes to originating calls for factory loads or to 
building up residential sections. Where, however, the plant 
supplied is a private one, it must be laid out with careful regard 
for the necessity of economical supply. This should never be 
lost sight of and such influence as may be exerted to benefit the 
general conditions should not be neglected. 

Individual load factors are of lesser import to the engineer in 
charge of the layout as they are apt to be more changeable than 
the demand. However, a poor load factor, one indicating light 
demand throughout the greater part of the tlay and a compara- 
tively heavy demand for a short time, cannot be aUowed to 
influence too greatly the location of stations or of heavy feeders. 
A good method of determining both the number of substations 
needed and their location is to map, to scale, the location of all 
loads and the magnitude of the demand. This may be the 
average demand or the maximum demand, in which latter ca;*, 
the load factor characteristics should be tabulated if attainable. 

.Vssuming certain average distances for substation service, or 
radii covered by oaeh, a trial number of stations may be estab- 
lished and the load upon each calculate<l. Alterations in the 
arrangement may then be maile and new estimates prepared. 
A comparison of these various results should include considera- 
tion of estimated cost of installation and of operation, as well aa 
the matter of proper voltage regulation. Important items are 
such as cost of 
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Real estate, 

Buildings, 

Equipment, 

Distributing mains, 

P'eedera to maintain proper voltage regulation, 

Attendance, 

Operation, 

Maintenance. 

A very accurate determination of such data as the cost of equip- 
ment, maintenance, etc., will involve the consideration of proper 
installation of units as regards both type and size, and a discus- 
sion of these will be undertaken later. 

.\ railway load may have either of two distinctly different 
characteristics. It may be a local system, with a well distributed 
network of lines, or it may serve a long narrow strip, perhaps the 
main line of an interurban. All possible gradations from one to 
the other, naturally, may be expected. The same restrictions 
hold, however, as to the effect of choice between alternating 
current and direct current, but by far the greatest number of 
installations are with <Iirect current. The necessity for so many 
substations upon a direct-current trunk line has given rise to the 
introduction of alternating-current railway service and to the 
use of 1200 volts direct current. 

Whatever the service, the power supply generally needs regen- 
eration at the substations before it is usable at the load. This 
gives rise to the use of a large variety of machines covering 
changes that may be required from alternating current to altei-- 
nattng current, from direct current to direct current, from alter- 
nating current to direct current and from direct current to 
alternating current, the use of regulators, etc. 

Regeneration. 

Transfonners. — Constant potential transformers are built 
with a de6nite ratio of number of turns primary to numl>cr of 
turns secondary corresponding to the change desired in voltage 
of the alternating-current circuits. Fundamentally, it is one of 
the simplest machines pos.siblo, conwistin;;, ns it does, of primary 
and secondary windings insulated from each other and assembled 
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to link with the same iron core with no moving parts. Ita 
successful operation is a. matter of insulation and magnetism. 
The added refinements to its operation, however, as in efficiency, 
regulation, heating, etc., bring about restrictions in the design 
which cause serious study. Voltages obtainable have kept 
pace with the demands made by service and any potential 
required may be secured, with the exception of extreme values 
desired for testing and experimental purposes. In these direc- 
tions, it is a simple matter to ask for more than the manufacturer 
will undertake to supply, but, where the machine is to be used 
upon commercial work, the problem of utilization injects an 
element of caution into requests. 

Commercial transmission voltages have reached the value of 
110,000 volts, and engineers are contemplating 140,000 volts to 
165,000 volts. In such cases the practice is to build three-phase 
transformers. The Great Western Power Company in Cali- 
fornia has thus installed six three-phase 10,000-kilowatt trans- 
formers for supplying its 100,000-voIt line. 




Upon the other hand, distribution of power constitutes the 
process of breaking up into lesser parts the bulk of power and 
supplying numerous small consumers scattered over a wide area. 
Transformers for this use may be large or small, single-phase or 
polyphase, etc., as occasion demands. 

There are occasions when it becomes necessary to change from 
one polypha^ system to another. The change from three-phase 
to six-phase (or vice versa) is the most frequent of these and is 
an exceedingly simple process. It is accomplished by connecting 
the transformer primary three-pha.se Y or A and by connecting 
the three secondary coils at their centers, giving a six-point star 
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arrangement; or by using six secondary coils, two in each trans- 
former, the double-delta arrangement will give six terminals 
equidistant electrically. Similarly, six coils may be connected up 
in a closed figure — a hexagon — presenting like characteristics. 
These three arrangements of secondaries are shown in Fig. 232. 
The necessity for this usage occurs in supplying six-ring con- 
verters from three-phase circuits. In fact, this is practically the 
only place where the demand is made, but it is met so frequently 
that it is a very important arrangement. 

Another revision of phase conditions occurs in the change 
from three-phase to two-phase. While not as common as the 



Flo. 233.— ScotC tmufoimer ooaaectioiui. 

three-phase to six-phase transformation, it still is used enough 
to become important. It involves the use of two single-phase 
transformers, connected T. The three-phase circuit supplies. 
power at the three T terminals and the two-phase circuits are 
taken off, independent or interconnected, from the individual 
secondaries. With the diagrammatic arrangement shown in 
Fig. 233, if transformer BC is wound for a ratio of 10 to 1, 
transformer AD must be wound for 8.66 to 1. The secondaries 
GH and EF are each of the same voltage, giving balanced 
voltage conditions. As before remarked, the two-phase circuits 
fed by the secondaries may be independent of each other, 
they may be connected in L for three-wire distribution or 
they may be connected at their neutrals giving a four- 
point star. The neutral to the three-phase side may be brought 
out if a two-thirds tap is supplied to the winding AD. This 
transformation is used where a two-phase load, as motor, etc., 
in to be carried upon a three-phase system. It is known as the 
"Scott connection." 
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Frequently, the two transformera are built as duplicates of 
each other, in which case the excess primary winding of ma<hine 
AD would extend, diagrammatically, below the point D. This 
makes D an 8(j . 6 percent, tap in the primary coil and the neutral 
tap comes from the 57 . 8 per cent, point. As a midpoint tap Is 
required for the machine BC, there are necessary in each one 
three taps, naipely, at the point's 50, 57.8, and 80.6 per cent. 

Transformer ratios may be made of any values. The simplifity 
of the step in manufacture of changing the ratio of the numbeni 
of turns has lead to the confusion of establishing a great multi- 
plicity of ratios. Wherever possible, the ratios should be stanii- 
ardized and made even integers up to and including 5:1, then 
10 : 1 or multiples thereof. It is possible in such caaes to inter- 
change transformers more readUy in case of accident or to make 
other use of a transformer which has been replaced, etc. Tlici* 
ratios are sometimes as-high as 50 : 1, although 10 : 1 and 20 : 1 
are to be preferred from the standpoint of economy of conatnic- 
tion of a high-voltage transformer. That is, if a machine ir= li> 
supply 110,000 volts, it can be built more cheaply if its iow- 
voltage coils are to receive 1 1 ,000 volts than it mav if the pressure 
is to be 2200 volts. 

Such ratios will fit in very well with the generator-transmi.'ii'ii'n 
line end of the plan because generators may be had at voltajips 
up to 15,000, without excessive cost. But at the distributimi 
point of a very high voltage line the higher ratios must be uscil 
because the individual consumer will not have apparatus! of 
suitable size to pay to build it for high voltages. In case double 
transformation occurs, fta already mentioned, lower values of 
ratio are available. 

When ratios become as low as 2 : 1 or less (fractional ratios 
being quite common), if there is no necessity for insulation of 
primary circuit from secondary circuit, there is frequently s 
Having accomplished by the use of the aiUo-traiut/ormer. The 
conditions are shown in thf two sketches in Fig, 234 where (a) 
shows the primary and .spcondary coils as indepen<lent. The 
ratio assumed is 1 . 5 : I and the currents as 20 amperes primary 
and 30 amperes secondary. As primary anil secondary currents 
arc opposed to each other (neni'ly 180° apart) a combination of 
the two circuits as in (li) will cancel part of the current in cprtai" 
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portions of the circuit. The new conditions show currents in 
transformer leads are as before but the winding has 20 amperes 
in the end turns of the primary not included in secondaiy and 
10 amperes in the combined primary-secondary section. Assum- 
ing that the copper used is adjusted to the current density, the 
saving in the coils only would figure, in this case, as 06.66 per 
cent. If it is not considered economical to use two sizes of copper 
conductor because of labor expense, etc., the saving will be only 
50 per cent. Theoretically, there will always be a saving in 
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Fic. 234.— Development of auto-tmuFormer. 



copper cost whatever the transformer ratio, if the \ 
combined and each portion is adjusted to the proper' current 
density. But this saving decreases as the ratio becomes large 
and other points in design soon overbalance it, so that, generally 
speaking, auto-transformers are not used for ratios above 2 or 
3 to 1. Separate windings are plaited upon tores quite frequently 
where even a 1 : 1 ratio is desired, in order to insulate the 
secondary circuit from the primary circuit. Probably the most 
frequent use made of the auto-transformer is in starting devices 
for alternating-current motors where full voltage cannot be 
thrown on at standstill. 

The regulation of a transformer is defined as the ratio of the 
rise in secondary terminal voltage from rated non-inductive 
load to no load (at constant primary impressed terminal voltage) 
to the secondary terminal voltage at rated load (Stdz. Rules 
A. I. E. K.). With a decrease in load from normal to zero, there 
is a decrease in secondary current, a decrease in flux leakage 
between primary and secondary and a rorre.«ponding rise in 
23 
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secondary ti^rminal voltage. This is, then, a source of insta- 
bility in the ratio of terminal voltages aa load changes, and, hence, 
is of prime importance in the consideration of voltage regulation 
of ft local system requiring constant potential for mo.st sati-sfar- 
tory operation. The regulation allowed depends altogether upon 




the nature of the load to lie supplied. It is common to specifj' 
values of alxiut 1.4 per cent, for non-inductive loiida. This 
change in Hccoiidarv frrminal voltage is, of course, <lue to the 
impedanre drop of the windings. It is made up of reMiatance 
drop, inductive reactive drop and capacity reactive drop. The 
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in<luctanee, however, overbalances the capacity, so the resultant 
iinpedance is resistance plus inductive reactance. It follows 
ciirectly from this, that, not only will the value of power factor 
affect the regulation, but so alao will it be differently affected by 
equal power factors occurring under leading load or lagging load 
conditions. This may i>e best seen by reference to Fig. 235, 
(«), (6), (c). The condition of non-inductive load is represented 
(with exaggerated values) in (a), inductive load in (6) and 
capacity load in (c). All three figures are lettered similarly and 
are covered hy the following discussion: 

/ = current, value and phase. 

E^ = voltage to overcome resistance drop of transformer. 

E^ = voltage to overcome reactance drop of transformer. 

E, = voltage to overcome impedance drop of transformer. 

E = rated secondary terminal voltage. 

A'l = voltage generated in secondary coils. 

A" = E (numerically). 

E'Ej= rise in voltage when load is thrown off. 

If tlio line OE is laid ofT as 100 per cent., the length of E'Ej 
lieconios the percentage of regulation. It is quite evident, from 
a, comparison of the three diagrams, that an inductive load, 
Ix^cause of its lagging current, injures regulation while capacity 
load, because of its leading current, benefits regulation. In the 
extreme and exaggerated cases shown the regulation with capac- 
ity load has become negative, i. e., a decrease in voltage occurs 
when load is thrown off and increase occurs with increase of load. 
This is C|uite analogous to regulation of a transmission line as 
discu-ised in Chapter X. 

Transformer efficiencies arc easily kept at high values. There 
are none of the sources of loss present analogous to friction, 
vindage, etc., of the moving machine. The losses consist of 
inin losses and copper losses. In general these two parts are 
about alike in amount, although certain ends may be reached by 
proportioning them differently. 

The copper losses vary as the load changes, the variation being 
proportional to the square of the current. Iron losses vary only 
slightly when load changes. If, then, a transformer is to be 
connected to circuit continuously, the core loss occurs continu- 



356 ELEMENTS OF ELECTRICAL TRANSMISSION. 

ously regardless of load conditions. It is, therefore, a greater 
percentage of load with light load than it is with heavy load and, 
consequently, a heavy core loss tends to depress the efficiency 
curve abnormally for light loads. The condition is illustrated 
in Fig. 236. The machine would be unsuited to installation .upon 
a circuit with poor load factor or where it would have to remain 
permanently connected to primary mains during no load. Iti^ 
all-day efficiency would be poor. 

If the iron loss is light and full-load copper loss heavy, the 
curve will be tipped in the opposite direction from normal. 




Flo. 23fl.— TmneforoK 



With decrease in load the main source of loss becomes less and 
lesa prominent, resulting in a rise in efficiency toward no load, 
and in a rapid falling off above normal rating. This cur\'e ia 
also shown in the figure and contrasted with those for heavy iron 
losses and for equal losses. 

Typical efficiencies as obtained maybe seen from Table XXX II. 

Depending upon the characteristics due to variation in Josa 
division, efficiencies are affected by the voltage of the trans- 
formers. For example, the efficiency of a low-voltap;e trans- 
former will l>c low owing to heavy <'nrrentM, If iron losses are 
kept down in order to have fair efficiency at low load, the curve 
is still further drpressrd. High-voltagc machines tend to increase 
iron losses and decrease copper losses. These tendencies, of 
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(■(Uirso. can l)o overi-nnie !>y the hho of more copper and more inm 
K'sjH-ctiveiy, anil this is where oust, price is afFect.od by efficiency 
rei|uirenients. 



Table XXXn. — Typical Tnuufonnw Efficiencies. 
Kilowatts. 
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Halt load. 
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97.8 
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95.9 
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The losses of power in transformer operation evidence them- 
selves in the form of production of heat and rise in temperature 
of coils and core. This causes certain difficulties. The rise in 
temperature of the copper increases the resistance of the windings 
and the loss still farther increases. The occurrence of high 
temperatures will lower the effective value of the insulating 
materials used in coU construction. Excessive temperatures 
will permanently injure the insulation if continued for any length 
of time. This heat may originate in either coil or core and be 
conveyed to the insulation in process of its radiation. 

In the core, especially in the older irons used, high tempera- 
tures were apt to increase permanently the core loss by injuring 
the quality of the iron. In later irons, this may not be so serious 
and much higher temperatures could be permitted in the iron if 
it were possible to prevent this heat from reaching the coils and 
their insulation. It would seem that this might be accomplished 
fairly easily with some methods of cooling. The fact remains, 
however, that coil and core are so intimately connected that with 
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certain types of machines it will prove to be impossible to lake 
any great advantage of this permitted temperature rise. 

In cooling transformei's, different processes are devised usiiiK 
convection, conduction and combinations of these with asaistani-e 
in the removal of the medium used to absorb the heat. 

The simplest of these, unassisted ra<liation, is sel<lom usn! 
except for very small units. In general, it is possible to make 
some provision to help in the process of cooling but occasional 
instances arise when it seems imprafticable. An in.stanco occurs 
to the author where a 25-kilowatt single-phase unit was asked fur 
to be placed inside an underground 6-inch tube and shut off from 
all possibilities of air currents, etc. In a case of this sort, hish 
efficiency is of prime importance because it indicates limited 
energy radiation in the form of heat. 

Departure from this construction may be in either of two 
directions. The machine may be designed in such a way that 
air when once heate<l may cause a natural draft through ducts 
provided therefor, or the unit may be immersed in a substance 
with higher specific heat than air and provided with greater 
radiation surface. 

Natural draft has a very limited range and is not seen in 
machines except of the smallest sizes. The other scheme, ho«- 
ever, is a very successful one. By immersing the transformer 
in oil and so proportioning the containing. tank that the surface 
is increased to such a value that the loss radiated in watts per 
square inch of surface is suitable to the conditions, a practicable 
design may he made for transformers of several hundred kilo- 
watts. Transformers installed for outdoor service, especially 
lighting service, are of this type. An instance of such usage is 
illustrated in Fig. 237 representing the outdoor installation of a 
three-phase 6()00-volt transformer used upon a power circuit of 
the Grand Hapids and Muskegon Power Company's lines. 

The air-cooled machine is developed into a commercial possi- 
bility by forcing air through its cooling ducts. This is known as 
the air blast transformer. It is built in the shell type, i. e., witK 
the iron surrounding the greater part of the coils. The core is 
provided with ducts spaced about 2.5 inches apart. Air chani- 
Ijers are provided in the station, over which the transformers are 
set, blowei-3 being used to maintain preaaiire in the chambers. 
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The pressure varies from 1/2 to 3/4 pound per s<|Uai-e mcli, 
licponding upon the length of air passage to he followed. The 
percentage of total power required to furnish this air when 
hiower seta are used may be as low as 0.25 per cent, for banks of 
.■ilM>ut 1000 kilowatts to 0.10 per cent, for banks of 10,000 kilo- 
watts. Air pressure should be uniform at all machines in order 
to insure good working conditions. 
It is usual, with banks of large or 
medium capacity, to install dupli- 
cate blowers in order to take earc 
of the cooling in case of disability 
of one blower. They are set, in 
Kuch cases, one fan at each end of 
the air chamber, but as close to the 
transformers as possible. Air 
chambers should be free from pro- 
jections or sharp turns and should 
have smooth uniform surface. 
They should be tight, clean, and 
NO situated that they may secure 
a plentiful supply of clean, dry, 
fresh air. This must be without 
long restricted feed passage, for 
such a source of supply means 
increased power demand upon the 
blower or reduced pressure in the 
pit beneath the transformers. As 
a rough approximation, the amount Fio. 237.— Outdoor instniiflii™ ot 

, . '^'^. . ' ■ . , thiw-uhiiw 66(W-volt tniuHfcinnrr by 

of air required may be estimated Grancf RapUla and Uuakcgon Power 

as 150 cubic feet per minute for 

each kilowatt loss of transformer core and coils. The amount 
used may be checked as regards its sufficiency, by reading 
temperatures of the ingoing and outgoing atmosphere. A rise 
of about 20° C. is generally considered satisfactory, although 
this may be exceeded with cold air supply but should not be 
permitted with warm air supply. 

In size and voltage, the air blast transformer does not reach 
cither extreme. It is a rather expen.sivo machine to build, and 
hence is not used in small sizes nor is it common for very low 
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voltages. Large sizea make it necessary to provide long air 
passages which again introduce undesirable conditions for 
cooling. High voltages similarly bring into consideration larper 
bodies of insulating material, less efficient cooling, and limits arc 
set by liability of corona. There are several advantage.^ which 
make the air blast transformer valuable and account for it« very 
general use. It is much simpler to operate than water-coolni 
machines; it is easily inspected; its ventilation and coolins 
system may be relied upon to do extra duty when overload is 
demanded of the transformer; it is cleanly and does not detract 
from the appearance of a station. 

When very large sizea or high voltages are demanded, a further 
development of the oil-«ooled machine is used, — namely, the 
water-cooled type. No attempt is made to use the cooling effect 
of increased tank surface, hence, the tank is not flute<l or corru- 
gated. Within the tank are placed tubular coils to carry cooling 
water. These coils are of wrought iron, copper or brass, depend- 
ing upon the chemical properties of the cooling water, the first 
mentioned being much cheaper than the others and entirely satis- 
factory upon almost all occasions. Only when there are chemi- 
cals in solution which will attack the iron does it become necessary 
to replace it by the more expensive construction. The pressure 
generally maintained is much below the value for which copper 
tubing will be guaranteed while the iron piping is some five or 
six times stronger than the copper. 

The coolmg coils are placed in the upper part of the tank 
where the rising warm oil strikes them. After threading its way 
through the passages among the turns and giving up its heat, the 
oil descends along the sides of the tank. It then moves inward 
toward the center, enters the ducts and openings in the trans- 
former core and between the coils and rises, absorbing heat 
again, to be cooled as before. Successlul design necessitates a 
careful study of oil flow and the position of ducts and other 
openings relative to each other. 

The oil used in any type of transformer for insulation and as a 
cooling medium should have certain properties, including fpwi 
insulating cjuality, high flashing point, not too great viscosity, 
purity, etc. 

A heavy mineral oil is found to be satisfactory. Kerosene is 
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suitable in many respofts, but Uh high inflammability is a very 
Bi'rious defect from tlic «tan(]iM)iut ho.ro !w,siimed. If an oil la 
too thick, it will not circulate well through the ducts. Impurities 
are subject to deterioration and may reduce the dielectric strength 
liccause of their own presence or because of the presence 
of the products formed. The most troublesome impurity 
and the most dauKerous one is water. The oil will not absorb 
water, as does alcohol, but owing to alternate heating and cooling 
(■ondenisation and precipitation of water may occur. When once 
mixed with oil, the water wilt sink toward the bottom of the 
tank. It becomes more or less finely divided and in its highly 
divided state is suspended in the body of the oil. The decrease in 
dielectric strength with the increase in oil content is exceedingly 
rapid at first (i. e.,from per cent, up to 0.02 per cent, moisture). 
In fact, the presence of as little as 0.2 per cent, water in the oil 
decreases its value as a dielectric over 50 per cent. This indi- 
cates that great care must be taken to keep the oU dry in shipment 
and in assembling or operating the machines. 

To test for the presence of moisture in oil, a sample drawn 
from the lower part of the tank after the oil has remained 
undisturbed for some 24 hours, may be put into a small, dry open 
vessel. If a red hot wire be thrust into the oil, the presence of 
moisture will be evidenced by a succession of sharp hissing 
explosions. The test may be made by the use of copper sulphate. 
The ordinary hydrous crystal should be heated and dried until 
it loses its water of crystallization and incidentally its color. 
The anhydrous sulphate is then dropped into a vessel containing 
the oil sample and the whole thoroughly shaken. If moisture 
is present, the color of the sulphate will change again to its normal 
hue, dark blue. The only very delicate test, however, is the 
disruptive strength in a needle gap. 

In order to remove the moisture, a consitlerable portion will 
remain in the containing vessel by allowing it to stanil for a day 
or more without disturbing and then drawing off the oil from the 
top. The oil thus removed may be completely dried by dehy- 
drating chemicals. Another process, which is found to give 
excellent results, is to force the oil under heavy pressure through 
blotting paper which retains the moisture but allows the oil to 
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Heat may be applied to evaporate the water, but this is done, 
preferably, in connection with a vacuum method. Other 
methods used arc (1) heating the oil, by transformer coils and 
external heat, and (2) passing warm dry air through the oil. 
Neither of these processes is absolute, although they are quite 
effective. The oil should stand test potentials of 25,000 to 
40,000 volts between needle points placed 0.2 inch apart. 

Before the transformer is put into service, the coils and dielec- 
trics should be dried as well as the oil, if there has been the least 
opportunity for moisture to accumulate. The coils may be 
dried at the same time as the oil in some of the above methods. 
A short-circuited run at normal current will gradually drive out 
moisture from coils. But with heavy iosulation and partitions 
this ia not completely effective. Hence the high-voltage machines 
must be dried by blowing dry hot air through them for several 
days. After installation, samples of oil should be taken fre- 
quently and testa made in order to certify to the presence of good 
operating conditions and no gradual collection of moisture again. 
This testing becomes less frequent after a few months. 

High potential should never be placed upon coils before they 
have been dried after a disaaaembled shipment. 

A recent type of transformer, used in large sizes, coola the oil 
by pumping it out of the transformer tank into coils running 
through cooling water. The type is stiil "oil-cooled" but no 
water enters the tank to absorb the heat. 

The choice among these different types— oil-cooled, air-blast 
an<I water-cooled — leads to a consideration of numerous points. 

The oil-cooled transformer ia practicable and can be con- 
structed economically up to about 1500 kilowatts, the air-blast 
type covers the range from 100 to about 5000 kilowatts, while 
the water-cooled may be seen in all sizes from 100 kilowatts to 
the largest built — some 14,000 kilowatts. 

The oil-cooled and water-cooled are upon a par in this respect 
because the insulation is the same in each case. The highest 
voltages are obtained thus. The air-cooled is not seen for 
potentials above about 33,000 volts. 

For a given small output, the oil-cooled occupy the least room. 
As the total amount of power increases, however, this advantage 
would be lessened because this type would have to be installed 
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iQ comparatively email nnd iiumeroua units. Water-cooled 
liavp the iulvaiitage here if Kooling water is olttainalile by iiiciuim 
of piping only, a.s at a liydiaulii; plant. When water itiUMt lie 
pumped, the room taken is considerably increased, and this again 
must be increased if the water has to l>e used again after cooling 
by towers, storage tanks or other devices. This may occur in 
connection with steam plants running condensing, making use of 
the condensing plant for the double purpose. 

The air-blast type will always rp(iuire room for a commotlious 
air pit and for the blowers. This may \>e more or leas than that 
needed by the water-cooled, depending upon the number of 
nccessories required by the latter. 

In the eimple form, the water-cooled transformer may be 
imiJt at a slightly lower figure than the oil-cooled for the same 
rating, except in small machines where the latter has decided 
advantage. The air-blast machine will be somewhat more 
expensive than either of the others. 

.\11 transformers must be kept dry and clean. Oil must be 
tested occasionally for moisture content. Beyond this and due 
care of terminals, the oil-cooled machine requires little attention. 

The water-cooling system demands attention to valves, water 
supply, water temperatures, etc. This is liable to be more than 
the requirements of the blower system where electric motors are 
easily eared for. 

The choice between single-phase and polyphase machines Is 
fienerally determined in the case of polyphase circuits by the 
number of units to be installed. A polyphase machine is cheaper 
than a similarly rated set of single-phase machines. When a 
large number of transformers is needed, the reserve units are of 
the same type, necessarily, as the operating units, and the use of 
polyphase machines with polj'phase reserves is warrantetl. For 
the loaded machines three-phase units are cheaper than single- 
phase units would be and so also for the spare machines. How- 
ever, with one or two polyphase circuits required, polyphase 
transformers would be cheap, but polyphase spares would be 
expensive. If single-phase units are installerl any spare trans- 
former may be utilized to replace any pha.se of the injured bank, 
and ae the injury occurs frequently in only one phase, this sub- 
stitution still leaves the other uninjure<l mcmlwrs in useful 
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cotxtition. With no sparo.-i, llic injured mnchine must W 
(Ictachpd from the circuitn fur rt'))jiirs, leaving iin open (ictt:i— 
with delta-connected siugle-phuMe machinea — to carry 58 \kt 
cent, of normal load until the difficulty is righted. A pol>-phase 
machine would neceHHarily leave the load uncnred for during rlie 
n'pairn. 

.\gain, numerous single transformers will mean rather com- 
plicated connections, with many lca<ls and many terminak 
This is a necessary feature accompanying flexibility. 

When transformers are to be operated in parallel, their imped- 
ances must be inversely proportional to the loads they are to 
take. If, then, they are of equal ratings, their impedances should 
l>e alike. It is upon this account that the constants for old 
transformers are needed by manufacturers who are filling an 
order for new machines to be operated in multiple therewith. 

Transformer reactances vary considerably, and upon non- 
inductive load it does not matter very much because regulation 
is not very seriously affected. With inductive load it becomes a 
matter of considerable consequence, where regulation is to be 
close. Upon transmission lines where load is fairly constant, 
the change in voltage supply with varying load is not of great 
importance and heavier reactance may be allowed. Moreover, 
if a transformer ia built with a reactance as great as 8 or 9 per 
cent., there is much less danger of serious mishaps to the machine 
and its supply circuits, in case of short-circuits, etc., than there 
would be with a reactance of only 2 per cent. 

In arranging transformer connections, there are two things 
which should be taken into consideration. One of these ia the 
reliability of service. This has already been mentioned in the 
di.scusnion of phase connections. When a A connected trans- 
former temporarily loses one phase, it can still run open delta and 
carry 58 per cent, of normal load. If that phase is a single- 
phase transformer it is to bo disconnected from circuit and 
removed. If it is one of the phases of a three-phase machine it 
must be disconnected and short-circuited, primary and secondary. 
A Y-connecte<I cJrciut does not have this feature. Another point 
to consider in connection with abnormal conditions is the possi- 
bility of failure of certain phases, leaving a highly reactive 
transformer circuit in scries with the heavy capacity of a trans- 
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mission line. ^Tien such conditions arise, resonance may occur, 
with still further disaster. It must be remembered that a trans- 
former coil with its corresponding coil open on the other side of 
the machine (i. e., primary and secondary coils) becomes a 
reactive coU of high inductance. An illustration of this condition 
is shown in Fig. 238. The transformer, ABC, may represent ■ 
either end of the system, generator or receiver. A'B'C" is con- 
nected to the transmission line. If one of the local lines is open, 
as at X, this phase A is unexcited. A' then becomes a reactive 




Fio. 238. — Rooaance due to im^tar tranefoniur 



coii in effect. But it is in series with theother elements. Of 1,2, 
li' or 1, 3, C", both B' and C are excited. 1, 2, and 3 each has 
considerable capacity. This, then, may give resonance condi- 
tions, depending upon the relative amounts of these quantities. 
The severity of the consequences will likewise depend greatly 
upon the amount of resistance in these circuits. 

Constant-current traneformerB are used principally for series 
lighting circuits. There are developing numerous electrochemi- 
cal processes, however, where constant current regulation may be 
preferable. For instance, in electric furnaces one kind of service 
may demand constant power regulation, another may need 
constant current. 

Transformers for these purposes may be secured of rather 
limited sizes and voltages. Owing to the fact that the coils 
must be adjustable as regards distance in respect to each other, 
construction generally gives ()ne coil (the hish potential) a fixed 
position, with the other coil movable along the central tore. 
Necessarily, the ratings both iu kilowatt capacity and in voltage 
must be kept comparatively low. Where arc lighting furnisliea 
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tile load, the transformer is generally rated in the number of 
lights it will carry, as 25, 50, 75 or 100 lights. The current at 
which it is to regulate is also specified, as 6.6, 7.5 amperes, etc. ' 



A machine of this type is shown in Fig. 239. It is intended In 
<arry a load of 75 lights with a current of « . 8 amperes, requiring 
from 0000 volts to (iOlX) volts, 
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Owing to the peculiarity of the distribution of iron in such 
transformers, the power factor at full load (coils together) is quite 
low, say 0.75 to 0.80. For light load the trauBfomier regulates 
by separating the coils and increasing the leakage flux. This 
means a still further decrease in power factor, a typical curve 
l)cing shown in Fig. 240. There are also shown typical efhcieney 
turves. All of these curves are for arc circuit loads and this 
materially depresses the power below what it would be for the 
transformer alone. 
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Frequency changers are commonly built in the form of motor- 
generator sets. In this type, the number of poles upon the 
motor bears the same ratio to the number of poles upon the 
generator as does receive{l frequency to transmitted frequency. 
The moat common change deaire<l is that from 25 cycles per 
second to 60 cycles per second. The numbers of poles, motor and 
generator, will vary for different sizes of machines, hut the ratio 
must always hold, motor to generator, of 25 to 00, that is 5 to 12. 
This means, of course, the use of relative values such as 10 to 24, 
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20 to 48, 30 to 72, etc., if it is required that the ratio shall be 
exact. When other systems or circuits do not add complications 
to the system considered, however, there is no particular reasoa 
for requiring this refinement, as a 60-cycle circuit ia practically 
not different from s circuit of 58 1/3 cycles or 62,5 cycles, and 
these frequencies may be secured from a 25-cycle supply by alight 
variations from the 5 to 12 ratio, 

A set of 10 to 24 polea is the least where the exact ratio can be 
reached. The kilowatt output may not warrant the expense of 
building a set with these numbers of poles. In sucli a case, a 
a to 14 pole set may be used, giving a frequency of 58 1 /3 eyclea 
per second. 

A second approximation for slightly larger seta or for different 
conditions may be secured by the use of 8 to 20 poles, giving 
62.5 cycles. This value may often be given preference over the 
6 to 14 set when induction motors are to be carried as load, 
because it leaves the induction motor speed at about 60 cycles 
rather than at a value less than 58 1/3 by the slip. 

Again, the jump from 10 to 24 poles to 20 to 48 poles leave:! 
the same consideration of expense to be settled. In this range 
we find: 

12-28 poles giving 58.3 cycles, 
14-32 poles giving 57. 1 cycles, 
16-40 poles giving 62.5 cycles, 
18—42 poles giving 58.3 cycles. 

The exact ratio of 40 to 60 cycles ia quite easily handled, and 
where single frequency changing sets of this type are used, the 
process of putting the machines into service is accomplished by 
the ordinary method of starting synchronous motors, to 1)6 
dcHcribe<l later. When parallel opei-ation of seta is necessary, 
meaning, by this, the phasing in of motors and the phasing in of 
generators also, an added complication occurs. The two 
machines of a set are mechanically bound together by the shafl. 
Phasing in the motors of different acts may be accomplished by 
bringing into proper relationship any pole of one with any 
corresponding pole of the other. In Fig. 241 there are shown, 
diftgranimatically, two frequency changer sets with ratio of piilpf^, 
fi to 14. The inner circle in each represents the 6-pole motor. 
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the outer circle, the 14-pole generator. Suppose all fields 
to be excited, thie being done in such a manner as to make all 
odd-numbered poles of one (say north) and even-numbered 
polea of the opposite polarity (south). The motors may then 
be phased in with, pole 1 of A corresponding to 1-B, 3-B, or 
5-B (inner circles). The corresponding conditions of generator 
poles may then be determined by imagining B superimposed 
upon A, successively in each of the above mentioned pooi- 
tions. It will readily be seen that a coincidence of 1-B with l-A 
motors will give similar coincidence of \-B and 1-^ for gen- 




Fio. 241. — Phaae rBlulkiD in (rcqueiifly cbonger seta. 



erators. If, then, the two motors are thrown together elec- 
trically with this relationship, the two generators are ready 
to connect in parallel also. Suppose, however, that S-B is the 
A'-pole which is made to correspond to 1--4 in the motors. 
Turning B around til! the two poles thus correspond, the genera- 
tor poles will not coincide, A and B, and the circuits of the two 
generators may not be connected. A similar condition exists if 
5-B and l-A are made to correspond to each other, and the gencra- 
ntors cannot be paralleled. The practical way out of this diffi- 
culty is to cause one motor to slip a pole one or more times until 
Bjmmetry and correspondence occurs upon both sides. ^Slipping 
a pole is accomplished by reversing the field current in the motor, 
in which case the motor loses spee<I for an instant and regains 
synchronism after having lost a p<)[e space Iiy mechanical dis- 
placement. This may l>e i-epeated and the motor will lose the 
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same mechanical angle each time, finally giving proper conditions. 
The process may sometimes be abridged by reversing the field 
of the generator also. This is the case when mechanical corre- 
spondence of generator poles occurs with electrical opposition, 
meaning a real 180-degree displacement of fields. A reversal of 
the generator field will then preclude the necessity of several 
more reversals in the motor. 

For example, suppose the machines in the foregoing discussion 
fall into synchronism with motor poles 3-B and l-A correspond- 
ing. The generators are out of phase. A reversal of the field 
of motor B brings a i-B and l-A correspondence. Now, gen- 
erator pole 8-B (S-polarity) corresponds to generator pole 
l-A (jV-polarity) and a single reversal of generator field will 
permit paralleling. Without this reversal, three more reversals 
of motor field, with consequent slipping of poles, would be neces- 
sary in order to accomplish the same result. An excellent expo- 
sition of this subject ia made in an article by Mr, J. B. Taylor in 
the A, I, E. E, Trans, of 1906. Division of load among several 
such sets or even between two is a matter for very precise adjust- 
ments. If two generators, running in parallel, are in phase with 
each other, their internal constants and their field excitations 
will determine their load division. When the two alternators 
are not in phase with each other a cross current will flow between 
the machines disturbing this balance of load. Hence an inaccu- 
rate coupling of motor to generator in one of two sets which are 
to opei-ate in parallel will leave the two sets without proper load 
division, because the two motors are fairly near the same phase 
position or epoch. If, then, the two generators are displaced 
from the motor epoch by unlike amounts, they are out of phase 
with each other and the cross currents result. So delicate an 
adjustment is it that where the sets are to be run in parallel, the 
generators are mounted on "cradle" bases which permit a shift- 
ing of the stationary armature throughout a large enough angle 
to assure similarity of epochs. The Institute paper above 
mentioned gives curves .showing the division of load for seven 
sets operating in parallel, having various ratings, 250 and 500 
and 1000 kilowatts. 

The induction motor presents the possibility of use as a fre- 
quency changer also. If secondary is supplied with definite 
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windings, three-phase, two-phase, etc., the frequency of genera- 
tion therein correaponda to the slip of the machine, i. e., to what 
the secondary lacks of maintaining full synchronous speed. 
By driving secondary at a predetermined speed, any secondary 
fre<iueney may be obtained over a range from zero to double 
supplied frequency without going above normal speed for the 
rotor. This gives the induction type of frequency changer. 

Commutation and Rectification. — It is very frequently neces- 
sary to change from alternating current to direct current, and 
various methods are used depending upon the nature of the 
service required. Synchronous rectifiers or commutators, mer- 
cury arc rectifiers, electrolytic rectifiers, rotary or synchronous 
converters and motor generators, all come under this heading. 

The first of these, the synchronous commutator, is of no par- 
ticular use except in its very successful development in the 
ordinary direct-current armature. Here, of course, it has uni- 
versal use and is indispensable. But in its special form, a 
commutator synchronously driven by a small alternating-current 
motor and supplied with alternating current to be taken off its 
direct-current brushes, the operation does not lend itself well to 
general practice. 

The electrolytic rectifier depends upon the "valve action" of 
certain cells uaing various electrolytes and electrode pairs of 
aluminium and carbon, lead, steel, etc. They are uniformly of 
very low efficiency, of the magnitude of 30 per cent,, and are 
usable only upon very intermittent loads or other places where 
the cheapness of the device very greatly overbalances the cost 
of operation with such low efficiencies. 

The mercury arc rectifier, however, has been very well devel- 
oped in the last few years and is being found adaptable to many 
situations. It may be used upon polyphase or single-phase 
circuits, the accessories depending upon the number of phases. 

In the single-phase application the ratio of voltages may be 
derived approximately from a con.si delation of the following 
relations. One-half the alternating-current supply voltage is 
across the local circuit consisting of one side of the mercury arc, 
reactance coils and load. During one half-cycle the side a of 
the transformer or reactance coil (Fig. 242) supplies the local 
cirruit, while during the next half-cycle the side b carries the 
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load. As each half-cycle may be considered aa active in the 
direction from the center of the transformer toward its respective 
ends, the direct-current voltage is the average of this series of 
half-waves. Then 

E ^eiTective alternating-current voltage supplied. 

1/2 E =effective voltage across half transformer, 
i\/2ff = maximum voltage across total local circuit. 

1^1, 



' direct-current voltage of 



—E=0.45E = average, 

total local circuit. 
There is across the arc itself a constant potential drop of 13 volts 
which must be subtracted from the above values. There ia, also 



UmmjJ 




a voltiige drop across the reactance coils and this must again 
decrease the actual direct-current load potential. So far as tlie 
arc alone is concerned, the direct-current voltage becomes 

^0=0.45^ -13. 
Hence, if E, the nltornating-cuncnt supply, is high the ratio 
Eg-. E ia greater than it would be for low values, because in onler 
to arrive at the value of £„, there is subtracted from a constant 
fractional multiple of E^ a constant value Vi volts, but this 
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liccnnips a lessor pprccnlagc as the potential increases. In terms 
of (Knvor, the name kind of statement may lie snade. The voli- 
agc drup is a constant across the arc, the loss varying as the firet 
power of the current and being ie., or 13*. The resistance of the 
arc varies and becomes less with a higher current. The efiSciency 
of the rectification rises, therefore, with rise of potential. 

In the above ecjuation for E^ we have neglected the effect upon 
the voltage of the overlapping current haif-wavea during which 
time the transformer is short-circuited by the arc. In constant- 
current rectifiers the current, being smaller, requires more over- 
lap of half-waves and the effect is to decrease the voltage about 
10 per cent. Moreover, the arcs maintained are longer and have 
a drop of about 18 volts. Hence, for constant-current conditions 
we have, approximately, 

E^ =0AIE-IS. 

■UTieii used for series are circuits the rectifier is supplied with 
constant current and variable potential by the use of the constant- 
current transformer, already mentioned. Pressures as high as 
13,200 volts may be used. At these high voltages special pre- 
cautions are taken to eliminate static discharges across the tubes. 

In using the rectifier for battery charging, low voltages only 
are necessary, but the current capacity is increased. This sooa 




Fto. 243.— Direot'Current curves far mercury arc recliOer. 

reaches a limit, however, for, as pointed out, while increased 
potential of the system does not increase the ie loss in the arc, an 
increase of current will augment this product ami, consequently, 
the heating of the apparatus. In order to run at high-current 
values, it is necessary to cool the rectifier tube. It is somewhat 
advantageous to turn a fan upon the tube, but a more effective 
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process is to immprse the tube in oil and cool the oil hy wiiter 
flowing through cooling coils an in transformer tanks. 

The current olitaineil from the mercury arc rectifierH k dinct 
but not continuous. In order to Binooth out the wave more or 
loss according to the use for which it is intended, a reactance coil 
is placed in the direct-current circuit. Figure 243 shows the 
current as rectified but without the tranquilizing effect of a 
heavy reactance coil and, in contrast thereto, the current 
obtained when such a coil is p1acc<l in the circuit. 
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Synchronous couTerters have a greater usage than any other 
form of converting apparatus. This machine also has the 
advantage over the rectifiers just described in that it is reversible, 
it may be used with alternating-current to direct -current con- 
version or with direct-current to alternating-current conversion. 
Until the last few years, the voltage ratio alternating current to 
direct current has been given as a constant for a specified numl>er 
of phases, although it had been recognized that wave shape 
would alter this ratio quite perceptibly. A convenient method 
of determining these ratios for machines of any number of phases 
is represented in Fig. 244. The diameter OEg represents the 
direct-current voltage and is taken as unity. 0£, is laid oft at an 
angle jr/« from the initial line, where n equals the number of 
rings upon the alternating-current end of the armature. The 
circle on Ofi, as diameter is drawn with the relation 
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Thea we have: 

OKg =dirert-purrent voltage between brushes. 

0A'„ ^maximum alternating-current voltage between 

diametrical ringa. 
OE^ =inftxinium alternating-cnrrpnt voltage between 

adjarerd rings. 
0E„ =effe(tive alternating-current voltage between 

adjacent rings. 
0E„ : Off^,=voltage ratio of converter. 

In other words, if 0E„ is unity, 0E„ represents, to scale, the 
ratio sought. It is seen from the iigurc that 

f>ff„ = i\/20Eosin -. 



where 



E^ = \\/2EoR\a - 



£„•= alternating-current voltage. 
£„= direct-current voltage. 



The current in the converter t-oib is a combination of the 
alternating wave and the direct current. In polar coordinates 
this gives a circle (the sine wave) plus and minuw a constant (the 
constant current). The resultant curve is a lima^on as shown 
in Fig. 245- An armature coil displaced from the center of a 
phase by an angle tu will pass through the cycle shown OABPCDO, 
first in a positive sense, then in a negative sense. The center 
coil of any phase wilt give the cycle SOCUOTS where the rever- 
sal along the straight line TS corresponds to the instant of 
commutation as did the line BPC in the other cycle shown. It 
is evident, therefore, that the current in a coil displaced from the 
center of a phase is greater than that in the center coil. More- 
over, the farther the angular displacement, the greater is the 
current. 

The polar diagram has the property of showing enclosed areas 
varying as the square of the parameter. The areas enclo.se<l by 
the two curves show to scale the comparative heating in the coils 
because this heating varies as the square of the current. Coils 
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having varioua ((JapUcements (0 degrees, 15 degrees, 30 de- 
grees, . . . ) arc shown in Fig. 24C, for a 3-ring machine and 
for a C-ring machine. They are drawn to the same scale and 
the shaded areas show comparative heatings of successive coils. 
The greatest displacement possible with the 3-ring machine 
is yo <legrpps, while only 30 degrees from the center coil may be 
reached with a G-ring machine. 

From these diagrams we may conclu<le that the heat developed 
in the rotary armature becomes less with an increase of number 




3 Rinq 




Maximum 



6 Rinj 



of rinRS. Furthermore, the production of heat inthe armature 
of the wynchronou.s converter is much more uniformly distributed 
the greater the number of phases of the machine. Hence, in 
using three-phase circuits, it is much preferalde, with large 
ninchines, to use transformer connections giving six-phase 
secondaries and connecting to six rings upon the converter. 

The effect of change of power factor from the value of unity, 
which has been assumed in the foregoing, is to make the electrical 
center of the phase fail to coincide with the mechanical central 
eoil. Excessive heating will occur at one end of the phase and 
reduced heating at the other, (Hee Electrical World, Jan. 21, 
1909.) 
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The synchronous ronvortcr is especially useful in converting 
large bulks of power from one romlitioii to the other. For 
example, the machine has become a necessity in connection 
with modern direct-current railway systDms. To feed these 
systems may require alternating-current tianamiasion and dis- 
tribution with local conversion to direct current. And it is here, 
especially where the converter has intrenched itself very strongly. 
It has many of the characteristics of the synchronous motor. 
One of these properties which frequently makes it useful is the 
posaibility of changing the power factor of its load demand. It 
must run at synchronism, hence, a change of field current will 
not alter its speed but will vary its phase conditions. That is, 
an over-excited, field demands from the line a leading component 
of armature current to counteract this over-excitation and 
reduce field flux to its normal value; an under-excited field 
demands a lagging component of armature current to bring the 
flux up to normal. The convertor, may, therefore, be used in 
conjunction with induction motors, where some direct-current 
load is to be carried upon an alternating-current system, more 
logically than may induction motor-driven direct-current genera- 
tors. The regular induction motor load will depress the power 
factor of the system. An induction motor carrying as load a 
direct-current generator will also tend toward low power factor. 
But a convertor run with high field current will tend to correct 
for the lagging current of the induction motors. It is quite 
possible to have beneficial results from the use of such a machine 
even when running idle, as will be pointed out later in connection 
with sjTichronous motors. 

These machines can be built for 2000 kilowatts or more, and, 
for smaller machines, with voltages of 1200 direct current. For 
these higher potentials, commutating poles (interpoles) are u.sed. 
In order to secure 1200 volt.s, however, it is poHsible to run two 
machines in series upon the direct-current side, remembering 
that the alternating-current rings must bo supplied through 
transformer sets not interconnected, upon the secondary side. 

As before implied, within the last few years it has been found 
practicable to build convertors of variable ratios. One of the 
schemes for accomplishing this result is based upon the distortion 
of the voltage cycle representetl by a circle (sine wave) in Fig. 
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344. If by Buperim posing suitable harmoaics upon thits wave 
it is considerably changed in shape, the ratio of E„ to Eg may 
be altered. 

This is illustrated in Fig. 247, where a third harmonic haa Ix^n 
added to the fundamental, being in such a position as to incroa.<! 
the direct-current voltage, £'„, and thus decrease the ratio, £, : AV 
This same harmonic reversed will give an increase in ratio. The 
mechanical arrangement of the pole piece for this scheme is s, 
division into three parts, the center section being eiwited inde- 
pendently from the two outer sections. 




Fia. 247. — Sp1it-pol« iioDverUr vDlUfe ralioa. 



The same end may be accomplished by other wave distortion, 
as, for example, leaving £„ constant but varying the curve in the 
region of £',. In this type, the pole is split into two parts, one 
wide and one narrow, the latter being excited in such a manner 
that the flux in it is brought down to zero and again brought up 
to normal value in the opposite direction. In the meantime, an 
auxiliary winding upon the main pole has kept total fiux from 
the combined pole the same, thus maintaining constant power 
factor. This effects a shift of flux with greater concentration for 
zero excitation of the "split" pole, while with "split" pole 
contra-excited, the direct-current brush will be found to rest 
upon the commutator at a neutral point of the armature hut 
between two sei^tions of like polarity. The result in wave 
shape may be such as to leave the wave as a whole practically of 
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the same shape except in the region of the hntah, where a neutral 
coinmutation point is provided upon the ivavo, at what would 
otherwise; lie an active refjion. This makes com mutation posHiblo 
along a chord of the wave (polar coordinates) other than the 
diameter and will reduce the iHrect-current voltage, with corre- 
sponding rise in ratio. 

Normal ratio in a 3-ring machine is about 0.63 with load. 
With the above variations in construction this may be made as 
high as 0.75 to 0,80. 

Although no demand has caused development along this line 
there is no insurmountable reason why two such commutation 
points may not be provided upon the same armature, giving a 
converter from one direct-current voltage to another direct- 
current voltage. 

Hotor-Generators. — There remains the most flexible combina- 
tion for conversion of electrical power in the form of the motor- 
driven generator. With this combination, any relation of 
voltages may be obtained, within the reach of the individual 
units themselves. Direct or alternating currents are equally 
practicable upon either motor or generator. This gives, as an 
advantage not possessed by the synchronous convertor, the possi- 
bility of receiving at a high voltage and using in local load at a 
low voltage without the intervention of transformers. As an 
example, suppose a direct-current load is to be carried at 125 
volts from 6(i00-volt alternating-current mains. Induction or 
synchronous motors may here be called upon to drive 125-volt 
direct-current generators. Frequency changers are generally 
voltage eonvertors at the same time. For flexible relations 
between two direct-current voltages, this usage is universal. 

It is the case, however, that by far the most important work, 
which the converters of all tyi»es are called upon to do, is to 
change from medium and high alternating-current voltages to 
ordinary direct-current voltages. Where this may be aecom- 
pli.shed by motor-generators without the use of transformers, 
synchronous converters are at somewhat of a disadvantage 
because they would always require the intervention of trans- 
formers. However, we must put the cost of a two-unit set 
against the cost of transformers and a single-unit machine. 
KfBcienciea may also be of considerable importance and in thia 
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particular thr ronvortnr haa (hi* advantage. Motor-Kcnerator 
Hcts ranging fnim 21Mt to 2()1H) kiliiwatts ran pr<»l)ftbly Ik- obtHinoil 
at prices from $25.00 pt^r kilowatt to SIU.OO per kilowatt. 
Transform era and convertora covering the same range and 
combined would cost about 123.00 per kilowatt to S17.00 per 
kilowatt. These figures will depend upon voltages and fre- 
quencies and are so nearly alike that it is probably safer to con- 
sider first cost as the same in each case. A necessity for trans- 
formers in connection with motor-generators would probably 
make the comparison favorable to the convertors. The lower 
the direct-current voltage the more expensive the machines, and 
with lower frequencies, the variation is in the same direction for 
transformers but gives decrease in cost for rotaries. 



Table XXXm.— Typical EfflciencwB of Varioiu Hacbines. 



Kilowatt 

capacity. 



Syn. 1 Ind. ' D. C. 



generator. Tr&na- 

former and 



25 I 90.0 89 I 85,0 i 92.0 95.0 76.5 

100 I 92,0 91 I 90.0 92.5 97.0 i 82.8 

I 1 ' ! 

500 94. 0; 92 91,0 94.0 97.5 85.5 

' I i 1 

1000 94..'j' 93 [ 91.5 I 94.0 98.0 86.5 

2000 9fi.0 95 , 92.0 96.0 98.0 ' 88,2 



75.7 ; 87.5 

I 

81.9 ; S9.7 

83.7 91.6 

84.7 I 92.2 

' 87.5 I W.O 



.\s regards efficiencies obtained, the figures in Table XXXIII 
may be regarded as typical, though they vary with voltages an<i 
frctiuoncies and may be considerably bettered for anyone who is 
"willing to pay for a more expensive machine. In general, syn- 
chronous motor efficiencies are a little higher than induction 
motor efficiencies. The generator column refers to direct-current 
machines and the last three col'Umns give products of individual 
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efficiencies corresponding to aynchronoua motor-generator sets, 
induction motor-generator sets and transformer-convertor sets. 
Even here, these efficiencies may be bettered in some machines 
by decreasing the number of bearings, the windage, etc. Con- 
vertors, being synchronous machines, are subject to the same 
advantages and disadvantages as are synchronous motors. 
The matters of power factor, regulation, hunting, alternating- 
current starting conditions, etc., will be touched upon under 
the heading of the latter machine. 

The convertor may, however, take advantage of its direct- 
current features in providing for starting. That is, it may be 
started from the direct- current end and phased in upon the 
alternating-current end after coming up to speed. 

Load Characteristics. — It is very seldom that any distribution 
s>-stem can be rated absolutely as a lighting Hystem, a power 
system, etc. Much less can one find a simple heating system. 
An arc lighting circuit comes aa near the simple condition as 
anything, but in practically all cases the load is. characterized by 
that term covering the predominant demand. Nearly every 
constant potential lighting ayatem ia called upon to supply power 
for elevators, fans, battery-charging sets, small motors for lathes, 
planes, saws, sewing machines, etc., etc. With the present 
development of heating apparatus, this range is rapidly being 
widened to include cooking utensils of all types, radiators, water 
heaters and other small apparatus where electricity is used in 
competition with gas, coal, kerosene and alcohol. The growth 
of this patronage is of considerable importance to the central 
station in its influence upon the load factor, "New busincHs" 
departments fostering this kind of service have generally accom- 
plished very satisfactory results. As a consequence of these 
conditions, all sorts of load units are assembled in the total load 
carried by public service corporations. The general features of 
these various numbers will be discussed, having in mind the 
character of the service rentlcred and the effect upon the aggre- 
gate system. Similarly, types of machines and devices used upon 
more speciidiised .fystcms will be included. 

The American Institute of Electrical Engineers gives a classi- 
fication of electric motors in regard to.apeed <'(mdition«. While 
tiiew outlines cover both alternating- and <lii-e('t-current motors, 
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the latter will be found to give more varied illustrations of the 
characteristics there mentioned. Quoting from the standardiza- 
tion rates we have: 

(a) Constant-speed motors, in which the speed is either con- 
stant or does not materially vary, sucli as synchronous moton;, 
induction motors with small slip and ordinary direct-curreiu 
shunt motors: 

(b) Multispeed motors (two-Bpee<l, three-speed, etc.), which 
can be operated at any one of several distinct speeds, these 
speeds being practically independent of the load, such a^ molors 
with two armature windings. 

(c) Adjustable-speed motors, in which the speed can be varicil 
gradually over a considerable range, but when once adjusted, 
remaining practically unaffected by the loa<l, such as shunt 
motors designed for a considerable range of field variation. 

(d) Varying-speed motors, or motors .in which the spccil 
varies with the load, decreasing when the load increases, such as 
series motors. 

The induction niotor,—-From the standpoint of operation, ihc 
small polyphase induction motor is the simplest motor obtainable. 
This is especially the case if the squirrei-cage rotor is used. Even 
with variable secondary resistance or starting compensators, 
simplicity is still a marked characteristic of starting and uf 
operation. 

The motor is known as a constant-speed machine because it 
runs at approximately constant speed with change of load. It 
is rated at the speed which it would have if running at synchron- 
ism and which it cannot attain as a motor because of slip. How- 
ever, the percentage of fall in speed from synchronism to full 
load condition is comparatively small, amounting to about 8 to 
per cent, in very small machines and only 4 to 2 per cent, iu 
large machines. This increases at a slightly greater rate with 
overload, but in many machines is fairly uniform until a total 
load of 200 to 300 per cent, oi' even more is reached. The speeii 
curve then rapi<lly liends downward and the machine «]ui<kly 
reaches its maximum output at a speed of about 75 to 80 per 
cent, of synchronous rating. The induction motor, therefore, 
dues not regulate for variable s]>eed but has a definite speeil for 
each dcfiuite laud. Neither does it nin at one constant speed. 



DISTRIBUTION. 38a 

UTiere either of thesfe dcmaDds is made— absolutely constant 
speed or variable speed — thia motor is unsuitable. 

Variation in frequency of the alternating-current supply haa 
identically the same effect upon this induction motor as in the 
case of transformers. Because of the relation x ~2nfL, x varies 
directly with /. Hence, if voltage is maintained constant, the 
exciting current of an induction motor (practically the running- 
light current) will vary inversely with /. This is not quite true 
because of resistance but is a close approximation. It follows, 
then, that upon a system of different frequency from the rated 
frequency of.the motor, the voltage should be changed corre- 
sponding to the change in frequency. 

Variation in voltage (alone) will cause a change in current, 
but torque, being proportional to the product of flux and current, 
varies as the square of the voltage, A reduction to half-voltage 
across the terminals of the motor will give a current curve of one- 
half the normal current curve, but the ordinates of the torque 
curve will be divided by four. Each curve will retain its indi- 
vidual characteristic shape, of course. The maximum torque 
will still occur at the same value of speed, say 80 per cent., and 
current will steadily decrease from the time of starting. Stable 
running conditions will be reached at a greater slip than with 
normal voltage. 

The induction motor may be built with accessories which give 
it excellent initial torque, suitable for starting a considerable 
static load as in the case of line shafting, etc. Where this ia not 
required the machine may start with very small demand upon 
the line. Depending upon these starting conditions and the 
size of, the unit, there are built several types of induction 
motors. 

The motor with squirrel-cage secondary is the simplest and 
in small sizes is started by throwing full voltage directly upon 
the primary. This would hold up to about 5 horse-power. 
One torque curve and one current cur^'e cover this case. Current 
is large and falls off to normal. Torque is rather small (i. c. a 
little greater than normal load torque) and increases to a maxi- 
mum, decreasing again to normal. This method should not be 
used in starting any heavy load because of low initial torque and 
Iwrau.se of heating in case of slow starting and correspondingly 
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slow diminution of current. Nor ahould it be used for frequent 
stopping and starting without time to cool the motor in cases of 
considerable pbwer demand. Large motors are built of thU 
type but they are not started in this manner because of the 
effect it would have upon line voltages. They are proviileil 
with auto-transformer starting devices by means of whith a 
lower voltage than normal may be employed at first. 

As bae been pointed out, this reduction in voltage accomplishes 
a like reduction in current and a second power reduction in 
torque. This is advantageous in that the current in the moiiir 
is reduced and heating is less. Current in the supply line, being 
received at full voltage, ia reduced by the second power or as the 
square of the voltage reduction, causing a lesser fluctuation in 
line voltage. Furthermore, the torque is stil! great enough to 
bring the motor up to approximately full speed, running light, 
within a limit permissible without making this acceleration Urn 
great and causing unnecessarily large starting stresses. Large 
induction motors with squirrel-cage secondaries are stsrteii, 
then, upon very low torque curves and are not suitable for setting 
in motion any mechanical system of large friction of rest. 

When the resistance of the secondary of an induction motor 
is increased, the torque curve is shifted proportionally toward 
greater slip. The current curve is similarly shifted. Both of 
these curves pass through the same cycle of values, as before ex- 
cept that these instantaneous values occur at lower speeds. This 
feature allows for changes in torque at standstill suitable to any 
condition. In Fig. 248 are shown the torque-^lip curve and the 
current-slip curve (or, in the reverse sense, the speed curves, as 
they are generally called) giving normal position and succeBsi\'e 
curves, for increasing secondary resistance. The maxinium 
torque point is shifted to a point beyond standstill (i, c., back- 
ward running) so that the motor starts upon the stable side of 
the torque curve with predetermined torque value. At a suit- 
able speed the shift is made to a lesser resistance and a less 
displaced torque curve, the process being repeated until all 
secondary auxiliary resistance is cut out and normal running 
conditions exist. This scheme allows either a very low toniuc 
for starting with a correspondingly low current or a torque of any 
desirable mngnitudc up to maximum if such value shoulil le 
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necessary. It is therefore more flexible than the voltage -control 
method. 

In practice individual resistances are inserted in each definitely 
wound secondary phase. This resistance, if not too bulky, may 
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Fio. a**. — Ton)u»<peed and eunant-flpoed induoUon molor curves, 

l»e mounted upon the revolving member. Otherwise, it must be 
external to the machine, which must allow for its insertion by 
bringing out each secondary phase to slip rings. In running 
conditions, the resiatances are finally short-circuited at the rings 
in order to lower the secondary resistance as far as possible. 
25 r I 
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This makes possible a good running condition and a starting 
condition adjustable to demand. 

By variation in construction, the induction motor is capable 
of giving two or three definite speeds and is then knon'n as a 
2-8peed or 3-speed machine. This end is accomplished by wind- 
ing the stator in such a way that the number of poles may be 
changed by switches in the armature circuits. A 12-pole machine 
upon a 60-cycIe circuit would give 600 revolutions per minute. 
By certain changes of switches the winding becomes an 8-pole 
winding and the speed will now be 900 revolutions per minute. 
A further change to 6 poles will give 1200 revolutions per minute. 
This complicates circuits, however, and is rarely carried above 
2 or 3 speeds. 

Where polyphase circuits are not available, single-phase 
induction motors of small sizes may be secured. They are used 
in sizes up to about 50 kilowatts and are generally provided with 
devices which make them self-starting. Such apparatus may 
be made up of combinations of reactive coils, condensers and 
resistances generally spoken of as pkaae-splitting devices. They 
are generally permanently connected to the motor terminals in 
such a manner that they may be cut out for normal running. 
They are assembled in the base of the motor. 

Near full load the running curves of single-phase induction 
motors are much the same as for polyphase except that the effi- 
ciency curve is a little lower and droops more quickly for the 
former machine. The power-factor curve rises a little slower in 
the single-phase machine because of increased magnetizing cur- 
rent. These differences, however, are not great and quit* satis- 
factory results may be obtained by the use of single-phase motors. 
They should not be called upon to start more than a very moder- 
ate load, however, because the simple single-phase motor has no 
torque at standstill but must be started by some mechanical 
means or it must operate polyphase at first. As soon as it is 
once in motion, the torque curve rises, sweeps up over a maxi- 
mum value and down to the stable point very much as in the 
case of polyphase machines. 

The synclironous motor is a constant-speed machine differing 
from the induction motor which is approximately constant sperii, 
in that it runs at the same speed, whatever the load, — namely, 
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the speed of the rotating flux. The difference eomea from the 
fatt that, in the induction motor, slip must occur between pri- 
mary and secondary in order to generate a secondary voltage, 
resulting in a secondary current, while in the synchronous motor 
the secondary current is the supplied field current which is 
responsible for definite polarity of the magnetic material of the 
secondary member. 

The induction motor takes a heavier load by losing a little 
epced and increasing the voltage generated in the short-circuited 
secondary winding. This causes an increase in secondary current 
and is accompanied by an increase in primary current. The 
two opposing currents give a combined magnetomotive force 
which is the source of the actual magnetic field. We have, then, 
an increased secondary current in a nearly constant field. This 
gives increased torque, as the latter is always proportional to the 
product of armature current and that component of the field 
flux which is in lime phase therewith but in space quadrature. 

The synchronous motor will carry a heavier load by falling 
back slightly in the mechanical position of the revolving field in 
respect to the rotating flux of the armature. This changes the 
vector relation between the electromotive force of the armature 
and the counter electromotive force generated therein by tho 
field. The resultant vector of electromotive force increases in 
length and this will force a heavier current through the armature. 
As in the other case, the result is an increased torque. 

This angular lag or sag of the motor pole and its flux behind 
the flux due to armature current will increase, up to a certain 
value, — ^namely, the impedance angle of the armature {tan~'xlr). 
Beyond this value the motor stops because of overload. This 
point of breakdown does not occur at the same load if the field 
excitation is varied. In fact, a considerably greater value of 
power is obtainable before breakdown with a little over-excitation 
than would be with light field current. This is not due to a 
greater flux with increased field excitation, because when a 
synchronous motor field current is changed, the result Is to 
change the power factor by bringing into the armature a current 
c-i)miM)nent leading or lagging in respect to the power circuit. 
This out-of-phase component magnetizeH an under-excited field 
(lagging current) and demagnetizes an over-excited field (leading 



388 ELEMENTS OP ELECTRICAL TRA^fSMIS3ION. 

current) , but in each case the effect 18 to leave the flux &t its 
normal value — that corresponding to the proper field current lo 
give unity power factor. The factor which does change is the 
current. 

The synchronoua motor is started without field excitalion. 
It may be started in either of two ways, by an external means, 
as a small motor, a waterwheel, etc., or by utilizing its more or 
less prominent induction motor characteristics. The first of 
these requjrcs no discussion, as it is easily accomplished byuaeof 
a small direct-connected unit or even by belt drive. 

The field poles of the synchronous motor present either solid 
or laminated faces to the armature flux. When solid poles are 
used the eddy currents in the pole faces are excessive and with 
the hysteresis give a considerable starting torque similar to the ! 
condition existing in the induction motor, except that there are 
no definite low-resistance copper conductors for the secondarj' 
current. It is evident that this effect may be increased by the 
addition of such conductors and, nowadays, the synchronous 
motors are always built with some such additional device. It 
may be collars around the poles and bridges across the gap 
between pole tips, or the later form may be used, a partial 
squirrel-cage winding iml)edded in the pole faces, with or without '■ 
parallel bars in the gap lietween tips. The bars imbedded in the ' 
pole face may be interconnected as a grid. The presence of bars 
in the open area between pole tips is of questionable value and is 
apt to make the machine somewhat noisy. Moreover, mechani- 
cal trouble may occur due to their displacement. The bars are 
preferably pushed through closed slots, the pole face thus being 
smooth. 

The average synchronous motor will start with about 30 per 
cent, full load torque at voltage ranging from 30 to 60 per cent,, 
depending upon the constants of the motor and the load started. 
The current taken may be less than normal load current or it 
may be 50 to 100 per cent, in excess of the normal load value, 
Ko very large lon<l may be started by the motor, however, 

.\s the motor approaches synchronism, the induction motor 
characteristics !>Pcome less important and the" definite salient 
polar constntction of the field exerts a decided influence tending 
to pull the machine into full synchronbm, before a field current 
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is supplied. This action la more pronounced the nearer the 
mmhine has l>een brought to Bynchronism by its induction motor 
features. For this reason, the old style synchronous motors 
having no squirrel-cage winding may not be able to reach a 
point in speed where they can be pulled into synchronism unex- 
fited. When field current is supplied, however, they will pull in 
properly. Upon the other hand, because of its damping effect, 
too strong a squirrel-cage characteristic may check the machine 
from quickly jumping into full synchronism, and prevent, rather 
than aid, the end sought. If the motor has reached full synchron- 
ism before the field is excited, it may well happen that the polar- 
ity due to field current cornea up wrong in comparison to the 
armature flux. In this case; the motor must slip a pole. 
Before doing this, a heavy current is taken from the line. The 
actual displacement may occur with a very considerable oscilla- 
tion back and forth across normal position until the revolving 
member has had time to settle down to a steady speed. When 
the machine will not pull into synchronism without field excita- 
tion, such an event as above does not occur. In either case, 
however, the shock to the system may be considerable and it is 
generally preferable to give field excitation before the motor 
armature has been supplied with full voltage. If this shock is 
great, the machine may fall farther from synchronism and stop. 
After full speed has been attained and the field has been 
supplied full voltage may be applied to the armature. This 
necessitates throwing over from a tap to full coil on the auto- 
transformer and means that the motor is disconnected from line 
for a short interval of time. This interval must be kept small or, 
with such machines as carry a fairly large friction loa<l , the motor 
may lose enough headway to be badly out of phase when the 
armature is again supplied. In this latter case very heavy cur- 
rent demand may be made upon the line and serious results may 
include such phenomena as voltage drop, opening of oil switches, 
shutting down of motor or of substation apparatus, etc. In 
one such case that has been called to the writer's attention a 
large synchronous motor could never successfully be thrown 
upon the line, oil switches opening, at least upon the motor 
circuit, and sometimes upon the incoming linos of the station, 
shutting down the whole substation. It was found after numer- 
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ous trials, that l>y the hand-oiKTutcd awilchea the motor coulil 
not Iw disc on nee tet I from the low-voltage tap ami thrown upmi 
the full coil in lees than one second. By use of a synchrosco})C, 
it waa determined that the motor would lose speed, with current 
off, at the rate corresponding to a displacement of 3fj0 electrii-al 
degrees in 4 seconds. The trouble was explained at once, as ihe 
time inter\'al with no power on was too great, corresponding lo 
position loss of about 90 degrees. In such a case as thii, it 
might be possible to wait longer before redosing the circuit, a 
period corresponding to a little less than the 300 degrees, in 
which time the revolving field has lost two polar spans and is 
again about to come into proper relation to the armature. 
Unless the rate of retardation has become of considerable value, 
the machine could then undoubtedly be caught without serious 
disturbance. 

The starting switches should be non-automatic, but the running 
switch should be automatic. For starting, the general arrange- 
ment is a combination of two switches called the magnetizing 
switch and the starting switch, between the two being placed the 
auto -transformer. This set of two switches and starting auto- 
transformer are shunted by the running switch, an automatic 
oil switch, which is thrown in after the field is on, as previously 
pointed out. The other two switches are then opened, leaving 
the starting apparatus dead. 

A synchronous motor strives to keep in exact step with the 
supply circuit. This feature is at once the source of advantages 
and disadvantages. It is advantageous to have a motor of 
definite speed. But when there is a periodical fluctuation in the 
speed of the generator the motor just as certainly tries to follow 
every variation in frequency. If the generator ia driven by a 
water wheel or by a steam turbine, the speed is quite uniform 
throughout the revolution. When the steam engine is used, 
however, espccinlly the simple, single-cylinder engine, there is a 
variation in the speed of the generator during any one revolution, 
With a gas engine this is much greater. In fact, in the latter 
ca.se it is atlvisable to put even upon the generator collars and 
bridges or squirrol-cage winding in order to limit, as far as possible, 
the fluctuations. If generators are run in parallel this is of eon- 
Kiderable assistance toward steadying the speed. W'hen, how- 
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ever, this variation in generator freq\iency corresponds to tlic 
pci-io<l at which the motor armature would swing back and foith 
due to its natural frequency, every recurring impulse is added to 
the previous ones and the trouble continues to increase, giving 
wider and wider swings until a limit is reached where the eddy 
currents in the iron and the short-circuited currents in the bars 
increase in total energy consumed just as rapidly as the increase 
of energy supplied. If such a point is not reached the motor 
will fall out of step and come to standstill, opening the automatic 
circuit breakers in aeries with it. It must then be started as 
before. 

In considering the means of eliminating this vigorous oscilla- 
tion, or hunting, it is necessary to understand, definitely, the 
meaning of the term "natural frequency," when applied to a 
moving machine. Abo, the numerous sources of disturbance 
must be recognized. 

Mechanical motion may be uniformly continuous in a circle, 
the desired end in the case of the synchronous motor. It may 
also be oscillatory as in a pendulum. In the latter case, there is 
aUefiniteperiodieity depending upon two things, the length of the 
pendulum and the attraction of gravitation. In an electric 
motor or generator, these two kinds of motion may be combine<I, 
where the length of the pendulum becomes the radius of gyration 
of the revolving member and the attraction of gravitation is 
replaced by the magnetic attraction of the fields. The resultant 
motion might be represented by a curve consisting of a sine wave 
plus a constant. The natural period of thb superimposed oscil- 
lation ia determined, thus, by the radius of gyration and the 
magnetism. If, then, the revolving member receives a shock, 
there will occur a displacement from its normal position relative 
to the magnetism of the stationary member. To come back to 
this normal relation, the moving member oscillates backward and 
forward across the final position with gradually decreasing 
amplitude until the whole of the energy supplied by the shock 
has been absorbed by mechanical and electrical means. In the 
meantime, another shock may have been received. If so, and if 
it occurs at a certain epoch of the existing oscillation, the swing 
may be increased by it. With another epoch, the new shock 
may help to cancel the effects of the old one. It is evident that a 
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ooincUlente in periodicity of naluriil iiiechanica! frequency of the 
motor and inegular impulses of the driving force nill prove a j 
serious thing if the energy of each shock is not exceedingly small j 
compared to the rate of dissipation of that energy. ' 

In general, there are three ways to limit or overcome hunting, j 
The impulses may be eliminated, the coincidence of periods may ' 
Imj broken up or the rate of dissipation of the energy supplied by I 
each shock may be increased. Frequently, it is necessary to 
resort to combinations of these in order to accomplish a sat isfai- 
tory result. 

To discuss these methods in reverse order, the supplying of 
collars, bridges, squin-el-cage winding or any other 8hort-cireuitP<I 
device will give a much more rapid absorption of energy. Theiic 
accessories dissipate no energy when the machine is in steady 
eynchronous operation. In other words, they are absorption 
devices for the irregular impulses only and are known as damping 
devices or amortisseur devices. The induced currents in them 
oppose, by motor action, the force which causes their generation. 

Synchronous motors should always be provided with these 
parts as a protection to speed regulation even where they are not 
required for starting, as previously described. It frequently 
occurs that trouble arises from some source other than the 
generator and one cannot count upon satisfactory operation 
under all conditions even with turbine-driven generators. 

In breaking up the resonant relation between two members of 
a system, one member is always easily located — the troublesome 
one. The period of the synchronous motor, convertor, or alter- 
nator may be changed by a variation in the field excitation. In 
the analogy used above, this corresponds to varying the effect of 
gravitation upon the pendulum. The stronger the pull, the 
more rapid will l>e the vibration or oscillation. This has tho 
disadvantage of affecting the power factor of the system and its 
use may be limited because of this secondary effect. The addi- 
tion or elimination of a fly wheel may also be suggested, although 
this is a corrective step that must be undertaken carefully as it 
may even make things worse. 

The cause of the disturbance is hardly ever as evident as its 
result. Frequently, it is only after a considerable amount of 
study and testing that the source is located. 

.,GooqIc 
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Hunting i« cvMcnccd moat quickly by the iiKliriiting meters, 
wIk'iv the Kwiiig of the needle shows periodicity and, roughly, 
magnitudes of the disturbance. If the swing of the needle 
increases to a maximum and decreases to a minimum periodically 
it indicates two disturbances which " beat " against each other, 
having different frequencies and combining by exactly the same 
inns as do the air waves set up by two vibrating reeds. The 
number of needle amngs per minute plua and minus the number 
of beats per minute will give the periodicities of the two di8turl>- 
ing factors of the system. It is then necessary to locate a moving 
member of the system which has the frequency noted. It may 
lie found that the motor hunts against engine speed, engine 
governor, piston impulses of gas or steam engine, other motors 
or synchronous convertors. The parallel operating motors or 
tcmvertors may be located in different substations and still affect 
each other. 

Naturally, the proper corrective measure for hunting is to 
eliminate the irregular impulse received and the means of doing 
so depends upon from what it is found to come. Engine varia- 
tions are generally taken care of by fly wheels. Governors arc 
changed in either direction, making them more sensitive or less 
j^ensitive as may be required. Dashpots frequently help to keep 
the governor from over-reaching. As before mentioned, hunting 
tietween similar units may be handled by breaking up the coinci- 
dence of period. The first place to go to attempt this change in 
natural frequency is to the field'of the motor or convertor. As a 
variation in field cannot be allowed beyond certain limits these 
extremes must be watched carefully. 

When the field of a synchronous motor (or convertor) is varied, 
the armature current changes for a constant load. The curves 
expressing these relations are tlie " phase characteristics " or " V- 
furves." With any load, there is a certain value of field-ampere 
turns which gives minimum armature current. As field-am])ere 
turns changes in either direction, the armature current increa.se.s l»y 
the vector addition of leading or lagging currents depending upon 
whether the excitation is made greater or maile smaller than the 
.''IJecified value. The minimum Value of armature current obtain- 
al»le, naturally, corresponds to the greatest power factor, namely, 
l.O. That is, with either over-excitation or under-excitution, 
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power factor is lowered. It is interesting to note the rate at 
which thiti lowering of power factor occurs. There are shown in 
Fig. 249 several phase characteristics for a two-phase symthron- 
oua motor, upon which are indicated the values of the power 
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Fio. 249. — PtiBM cbarectcriatiis of ■ynchronoua motor, showios power fsctor. 

factor at various points. The machine is a 250-kilowatt motor 
and curves are calculated for 26 kilowatts, 250 kilowatts, 376 kilo- 
watts and 500 kilowatts, that is, at loads of 10, 100, 150, and 200 
per cent. With light load the change is very rapid. The 
minimum point upon the 10 per cent, load curve is for 50 amperes 
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armature with 104 antpproa field. If field turrent is iiirreased 
«l)out 8 amperes, or 7 . 7 per cent., the armature current increases 
to such an extent that the power factor falls to 0.50. With 
normal load upon the machine an increase of the same number 
of amperes in the field will change the power factor to 0.98, 
This means, simply, that the increase in armature current due 
to the addition of the demagnetizing out-of-phose component is, 
in the latter c&se, a much lesser percentage of the total current. 
This point should be noticed, however, that within close limits 
an increase in field current of a certain amount, say 10 amperes, 
will demand a corresponding number of demagnetizing ampere 
turns upon the armature. That is, the out-of-phase component 
of armature current increases from zero at unity power factor, 
by the same amount for a given increase in field excitation, 
whatever the load. In order to bring into the system acertain 
corrective effect, the change in field amperes will be about the 
same for light or heavy load. 

It is frequently the case that the power factor of a system is 
very low due to the nature of the load. This may occur during 
the whole day because of small induction motor-driven units. 
In such cases the power factor may hover around 0.70. Again, 
the low power factor may occur only during a part of the day 
when the line is relieved of a considerable portion of its load. 
This might occur on the light load periods of a constant potential 
lighting system when the exciting current of the small transform- 
ers forms the greatest part of the load. Again, certain electric 
furnace work will give low-power factor. This is not the best 
condition for the operation of either line or generator and it is 
beneficial to both if the power factor may be brought back into 
the range between 0.90 and 0.96, Especially is this the case 
if the total kilo volt-amperes is large. And herein lies a special 
use for the synchronous motor. 

When a synchronous motor is used to give a corrective current 
to a system it is called a synchroTwits condenser. It is seldom 
required and hardly ever economical that it should carry the 
correction of the power factor much beyond 0.90 and it must 
be remembered that it will always be used with over-exciteti 
field in order to obtain a leading current. A machine rated at 
500 kilo volt-amperes at 1.0 power factor may not be able to 
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8tand the heating attendant upon aupplying 500 kilovolt-amperes 
at 0.70 power factor. The armature heating may remain the 
same while the field current has been pushed up to a severe 
overload condition. These corrective machines need not run 
light a& they may carry some mechanical load, or, in the case of 
converters, some direct-current load, and at the same time over- 
excitation will draw a leading current from the line. With the 
addition of a mechanically loaded motor running at over-«xcita- 
tion, both current components are beneficial to the power factor, 
as may be seen by the vector diagam of voltage and current 
components shown in Fig. 250. In this figure, the voltage is 




—Effect (J aynchnnu 



taken as the initial line. Jj is assumed as the current taken by 
the induction motor load, showing a lagging current. Now, if a 
load is taken by some synchronous motor at unity power factor 
it would be shown upon the same diagram by the addition to 
vector /, of vector a, giving I^. The angular displacement of 
current in respect to voltage is decreased by a certain angle 
7tO/,. If the motor is allowed to carry the same load, but with 
a leading current due to over-excitation, besides the vector a there 
is a Iea{ling vector b due to the armature current, and thb new 
component still further decreases the displacement between the 
electromotive force and the total current, i. e., the generator and 
line power factors are bettered. If the load added is small, the 
final value of current, /,, may be smaller than was the original 
value /,. To have carried the same extra load without change 
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of power factor would have required an increBse of current from 
/, to J,. 

M'hen load is distributed along the line, it is well to analyze 
each section of the line as well as the condition of the generator 
itself. An example may serve to illustrate several points. Take 
the distribution of load as expressed in kilovolt-amperes and 
spaced an shown in Fig. 251. The tabular form given in Table 
XXXIV shows the conditions existing in the successive sections, 
assuming a uniform power factor of 0.8 for the induction motor 
units. In the first part of the table is shown the total kilovolt- 
amperes of each section and its component parts, kilowatts and 
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wattless kilovolt-amperes, for the condition of a total induction 
motor load. Part 2 shows similarly for each section the total 
and component parts when the induction motor at D is removed 
and a synchronous motor placed in its stead is over-excited to 
give 270 kilovolt-amperes loading. This would require a motor 
of about 273 kilovolt-amperes and would bring the power factor 
of the generator to unity. 

In successive steps the motor capacity is lowered, keeping the 
load of 40 kilowatts constant but reducing the corrective current. 
As is seen, with considerable diminution in size of the synchron- 
ous motor, the rise in generator kilovolt-amperes is not groat. 
In fact, bringing the wattless kilovolt-amperes supplied by motor 
(iown to only 80 kilovolt-amperes, which gives a motor rating of 
about 89.6 kilovolt-amperes, will cause a demand of only 443 
kilovolt-amperes upon the generator. This is an increase of 43 
kiiovolt-amperes above that needed at unity power factor and 
the' generator is supplying the line at a power factor of 0.902. 
As before pointed out, it would lie uneconomical to attomirt to 
bring the generator current complctfly into phase with the 
generator voltage, requiring unwarranted outlay. 
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Tabb XXZIV. — ^Apfdicatioa of STocliraiiotia Condeiuer. 



A-B. B-C. C-D. D-E. E-F. 



Ind. motor at D, car- 






rying the 40-l(w. 


Kw. 


400 


load and requiring 


Wattless kva. 


300 


30 kva. lagging. 


Kva. total 


fiOO 


Gen. P. F.-0.80. 






Syoch. mot. at D, 






carrying the 40-kw. 


Kw. 


400 




Wsttleas kva. 





270 wattless kva. 


Kva. total 


400 


leading. 






Gen. P. F.-l.O. 






Synch, mot. P. F.- 






0. 147. 






Synch, mot. at D, 






carrying the 4a-kw. 


Kw. 


400 


load and requiring 


Wattless kva. 


60 


210 wattless kva. 


Kva. total 


405 


leading. 






Gen. P. F. -0,988. 






Synch, mot. P. F. - 






0.187, 






Synch, mot. at D, 






carry i ng the 40-kw . 


Kw. 


400 


load and requiring 


Wattless kva. 


150 


120 wattless kva. 


Kva. total 


427 


leading. 






Gen. P. F.-O.Oae. 






Synch, mot. P. F.- 






0.317. 






Synch, mot. at D, 







320 


200 


240 


150 


400 


250 


320 


200 


-60 


-150 


326 


250 


320 


200 





- 90 


320 


219 



carrying the 40-kw. i 
load and requiring 

100 wattless kva. i 

leading. ; 

CJcn. 1'. F.=0,f»2. 

Synch, mot. P. F.= , 

0.372. ] 



IfiO 


88 


120 


66 


200 


110 


160 


88 


120 


m 


200 


110 


160 


88 


120 


66 


200 


110 


160 


88 


120 


00 


200 


110 


160 


88 


120 


60 


200 


110 
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Table XXXIV. — AppUcatioa of ^Dchronoua CoadeoMr. — Continued. 

i A-B. B-C. C-D. D-E. E-F. 



Hynch. mot. at D, 
carryingthe40-kw. ■ 
load and requiring 
80 wattless kv>i. | 
leading. 

Gen. P. F.-0.902. 

Synch, mot. P. F.- 
0.447. 



Alteniatlng-curTent Commutator Motors. — The use of alternat- 
ing-current commutator motors is, to a certain extent, special, 
as yet. The direct current motor, as a machine, is better in 
numerous respects. The former combines certain wCak points 
of both alternating-current and direct -current practice, namely, 
the intermittent armature current and field current of alternating- 
current machines and the commutator of direct-current machines. 
Moreover, the commutator introduces here a bad feature not 
present in direct-current practice. This is the tendency to 
Imparking under the brushes at standstill due to the transformer 
action between the field and the armature coils short-circuited 
by the brushes. The use of alternating-current commutator 
niotors is thus justified only upon other grounds than that of the 
niotor itself. This is based upon the demands of the distributing 
system where alternating current is much to be preferred. 

The characteristics of these motors are fairly similar to those 
of the direct-current series motor, and, consequently, they have 
not attained importance except in railway work. Here, not 
only are their general characteristics suitable but the distributing 
system for interurban or suburban lines is more economically 
supplied by alternating current. They are, essentially, variable 
speed motors and have no speed limitation at synchronous value. 
The term "synchronism" has, for them, no more than a mathe- 
matical meaning. Depending upon the running speed above or 
l«low this point, however, different tyju's of alternating-current 
motors have different peculiarities of operation. For example, 
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the repulsion motor has good commutation below synchronous 
speed and poor commutation above that poiat. Upon the other 
hand, the compensated series motor has poor commutatioo below 
synchroniBm, is, fair at synchronism and gives good operation 
above that speed. 

Direct -current motors are of two distinct types, shunt ami 
aeries, so called from the type of field winding used. The use of 
a shunt field coil, however, does not preclude the use of a series 
coil as well, and during design the relative strength of these two 
field windings may be adjusted at will. The distinctive features 
of the shunt motor may, therefore, gradually shade off towanl 
those of the series motor and eventually give place to the latter 
as the design changes. The whole range between the two 
extremes becomes available for any particular kind of work 
demanding it. 

The plain shunt motor is a constant-speed machine. That is, 
with change of load the speed remains about the same. Stein- 
metz, in his book, " Klements of Electrical Engineering," shows 
that the actual change in speed as load increases depends upiin 
what point of the saturation curve the motor is running upon. 
With over-saturation, the speed curve will droop, while with 
under saturation it may eventually rise quite appreriably. ■\ 
change in voltage of the circuit upon which such a motor !•= 
running, may, therefore, quite seriously affect the speed charm- 
teristics of the motor because of the change in fiux density 
caused there !)y. 

With ehtinne in voltage supply, total flux varies, which affect.« 
counter electromotive force and armature current. The net 
result, over a considerable range from normal voltage, is to 
decrease the speed at which a motor will carry a constant hivi 
with reduced voltage, the contrary change occurring for rise in 
voltage. 

Shunt-wound machines may be designed to aiiow a consick'r- 
abie variation in excitation with no change in voltage supply t" 
the armature. This gives an adjustable speed motor. If fieM ' 
excitation is decreased, the counter electromotive force of ih'' 
motor for the same speed will fall off. This would rapiiH.v 
increase the armature current and give increased torque, Tlie 
greater torque is evidenced by the increase in speed. The 
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<l(.'creaae in field current, therefore, increases speeJ. If, then, 
the machine ia so designed as to allow a considerable change in 
field current, a corresponding variation in speed may be attained. 
After once adjusting the excitation the motor runs at the new 
ciioed as an approximately constant-speed motor, of course. 

Varying speed motors, or those in which the speed varies with 
change of load, are of the series tjTje. Here the excitation cur- 
rent and the field current are the same, so that with decreasing 
load there is decreasing field-excitation current and the motor 
speeds up ia order to limit the armature current by a greater 
counter electromotive force. Speed rises rapidly, therefore, 
with decreasing load, and if load becomes too small the motor 
will reach a speed dangerous to its rotating member. As a 
consequence, this type of motor should never be used where there 
is any possibiiify of its toad being suddenly disconnected, but it 
is suitable for any load which will build up with increasing speed. 
That is, a series motor should not carry a belted load (where the 
l)elt may fly off) nor drive a generator {where the circuit breakera 
may open) but it is well suited to railway work where heavy 
tur(|ue is required at standstill and is here furnished by virtue of 
the large armature current and heavy field excitation which 
exist before any counter electromotive force cuts them down, 
This' gives a decreasing torque and decreasing power output 
with increasing speed. 

P'or certain kinds of service, the two extremes just described, 
the shuat motor and the series motor, may both be improved 
upon by mingling their characteristics. For example, a light 
shunt field might be added to a series motor in order to limit its 
no-load speed. Or a light series field might give to the otherwise 
straight shunt motor the needed increase of torque at starting. 
Such machines are compound wou/id motors. 

-\8 before stated, any degree of compounding may be practised 
which is suitable for the load carried. In general, then, the 
compound wound motars have heavier starting torque than 
nhunt machines, may be adjusted to different speeds by the 
("hunt field ami when so adjusted fall off in speed wmiewhat with 
increasing load. They are suitable for use where constant speed 
i--! not requisite but some variation may be allowed; where con- 
Hiilerablc starting torque may Ire required, a.s to drive line shaft- 
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ing; where torque varies considerably in the course of a cycle, as 
with pumpa, punches, etc.; where the voltage is unsteady, at^ for 
shop motors upon a railway circuit. If desired, the series coil 
may be used for starting and then cut out of circuit for nomtui 
shunt-winding operation. 

Compensatliig Windings. — As load is taken by a motor (or 
generator) the armature current increases. This gives a mag- 
netomotive force of armature ampere-turns opposed to that of 
the field coils. This efTect, known as armature reaction, will I* 
in the direction of the brushes. 

Depending, therefore, upon the brush position in respect to 
mechanical neutral position there will be cross-magndiiaiion 
and demagnetization. The former has the effect of combining 
with the field flux and shifting the neutral point. The latter 
overcomes a part of the magnetizing effect of the field windinp. 
A series coil added to the field can counteract the demagnetiza- 
tion but it does not influence the cross magnetomotive force. 
Inasmuch as the armature winding is distributed, a concentrateii 
winding will not completely compensate for the armature reac- 
tion. A compensating} winding, therefore, is a winding distribiiteil 
in such a manner that its effective magnetomotive force, point Uy 
point, around the periphery, equals and opposes that of the 
armature circuits. It is series excited. The coils are laid in the 
pole faces, slots being prepared for their reception. Where there 
are definite pole pieces, this leaves a gap in the compensating 
winding distribution between pole pieces. 

With a distributed field winding upon a continuous field 
structure, more nearly complete compensation is attainable. 
With good compensation a change in load will not shift the 
neutral and hence the brushes will be upon neutral without 
altering their position. This permits great variation in load 
without having to shift brushes. It also permits change in field 
excitation and, hence, speed regulation. Moreover, the properly 
proportioned compensating winding leaves the flux distribution 
the same for no load as for full load. This is important in that 
the counter electromotive force per coil of armature winding does 
not become excessive at certain points upon the peripherj' <iiie 
to concentration of flux at that point. With excessive eminter i 
electromotive force or "volts per coil" there is great liability to 
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arc-overs which, when once started, may extend around from 
brush to brush. 

Commutating Poles. — Without the use of the above extended 
construction commutation would be poor with change of load 
unless brushes were shifted to the new neutral. Another scheme 
for providing for good commutation is to supply a cross-magne- 
tizing field opposed to that of the armature and of just sufficient 
strength to keep the neutral point fixed. This is accomplished 
by the use of small poles midway between the main poles and 
known as commutating poles or intcrpoies. (The former name 
is the better because it is applicable only to such a device while 
the latter term may be confused with certain forms of " split- 
pole" construction, where there is a small portion of the main 
pole set off from the pole piece itself.) 

The office of the commutating pole is, therefore, to counter- 
biiiance the effect of armature reaction at one point in the per- 
iphery, only — the commutation point. It makes possible good 
commutation without change of brush position and with change 
in excitation, and, hence, speed. This is the same as with the 
compensating winding but beyond this there is a difference. 
With the commutating pole, point by point flux distribution 
changes and wave distortion occurs. There will occur at points 
certain changes in flux density which are accountable for similar 
variations in counter electromotive force. Voltage per eoil may 
become excessive at one point of the armature and very low at 
another point, with the result that flashing occurs. This would 
probably be most pronounccti at starting or upon a sudden 
increase of load as at these times the series excited commutating 
pole supplies excessive flux and distortion is greatest, -\gain, 
with weakened field for high-speed running, a sudden increase in 
load will have a greater influence upon flux distribution than it 
would with a stiff main field. 

Commutating poles are placed upon motors, generators and 
converters. They are especially effective in any motor where 
upecd or load may change considerably. Thoy are used in 
railway motors, hoisting motors, ad jus table-speed motors, etc. 
i^i, also, are they productive of good results upon Mynchronims 
cimvertors, because these machines arc most fretiuently installed 
uix)n railway svstcms, a load which varies greatly and rapidly. 
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Motor Application8.-~Witb all of these different types of motors 
and their varying and overlapping characteristics, the selection of 
a suitable motor for a specified purpose becomes a study of the 
service required and the adaptation thereto of a proper machine. 
A mere figure giving the horse-power to be developed by the 
motor is too bare a statement to be of very much value. Natu- 
rally, there is first required a statement of the details of power 
supply available, alternating current, direct current, voltage, 
frequency, etc. The characteristics of the load to be carried 
will determine the starting torque, maximum power, intermit- 
teney of load with time elements of interruptions, variation in 
load with time elements, speed control required, attendance, etc. 
The location of the motor will determine whether it must l>e 
enclosed or not, as in wet places or in dusty places. It will like- 
ivise determine the kind of ventilation necessary. 

When several machines are to be motor-driven it remains to 
be determined whether they should be grouped and driven by 
one motor through line shafting or separated and given individual 
motors. Flexibility and high individual efficiency for machines 
in constant use under varying conditions demand separate 
motoring. Whore all load units are to be constantly operaieti 
under similar conditions and are conveniently assembled, group- 
drive has a strong ease. With intermittent use of many marhine^s 
— say of an hour or so during a day — if these machines are to l>e 
used at different times, economy of installation suggests using 
the same motor for each if their characteristic demands are 
similar. Where other things appear about equal, the loss due 
to a long line shaft with belting constitutes a strong argument 
against group drive, as does also the problem of proper illumina- 
tion in a room with numerous belts. 

When estimating the size of the motor to be installed, it is not 
proper to allow for future growth unless it is known that this 
will occur immediately. The reason is plain if we look at the 
efficiency curves (and power factor curves for alternating-current 
service) of the motors. There is a definite point somewhere 
around normal load where these curves are a maximum. Above 
normal load they do not change rapidly, but below it they fall 
off, generally, quite rapidly. .\ motor too large for its load is, 
thcrcfniT, an inofRciont unit. I'pon alternating-current systems 
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the power factor may suffer very aerioualy on account of bad 
practice in this respect. It is known as "over-motoring." 

Although it is not possible to classify rigorously the difTerent 
types of motor applications owing to the endless difference in 
details, the following grouping is suggestive of recent practice 
in many situations ^vith quite varied demands. It is a very 
noticeable fact that the induction motor is one of the most 
usable machines we have, being built in all sizes from a small 
fraction of a horse-power to several thousancl horse-power. 
Moreover, it is valuable in damp places, dusty places and local- 
ities where other machines might be sources of danger. As exam- 
ples of these conditions we may cite, respectively, instances where 
induction motors driving pumps have been flooded but continued 
to operate and pump themselves dry; or where the motor is dust 
covered as in cement mills; or where a sparking commutator 
might set fire to gases or fumes, powder or even the finely divided 
flour dust in a mill. Its electrical characteristics are inferior to 
those of the synchronous motor and the latter should be used 
wherever possible, especially in large sizes. 
MOTOR APPLICATIOITS. 
Induction Moton. 



Concrete mixer. 
Clay mixer. 
Cinder grinder. 
Grindatone. 
Band saw. 
Circular aavr 
Jig«w. 
Wood planer. 

Mortiser. 

Moulding machine. 

Milling machine. 

Reamer. 

House pump. 

Fire pump. 

Centrifugal pump. 

Conveyor. 

Grain shovel 

3ign flasher. 

Mill motors (25—. low sppcd for r( 



Ventilating fan. 
Blower. 

Refrigerating plant. 
Textile mills. 

Spinning. 

Weaving. 

Winding. 
Laundry. 

Wa.<<hing machine. 

Mangle. 

Bmoo thing iron. 

Centrifugal dryer. 
Household. 

Dough mixer. 

Egg l>pater. 

Ice cream frpezcr. 

Meat griniJpr. 

Bread cutter. 

Sewing machine motor. 

Vacuum cleaner, 
I'loor ijolisher. 
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Sjmcbronous Hotors. 

Air compressor. Motor generator. 

Synchronous cundcnaur. Frequency chtmger. 

Centrifugal pump. 

Direct-surrent Shunt Hotois. 
Fire pump. Ventilating fan. 

Centrifugal air compressor. Laundry (as ind. motor). 
Churn. Household (as ind. motor). 

Refrigerator. Paper mills. 

Gas washer. 

Direct-current Series Hoton. 
Air compressor. Railway. 

Hoist. Excavator. 

Mill motors. Winch. 

Direct-current Compound Wound Motors. 

Drop hammer. Rock drill. 

Punch press. Conveyor. 

Shears. Bending roll. 

Separator. Plunger pump. 

Printing press. Slotter. 

Planer. Elevator. 
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CHAPTER XII. 
MRASUUEMENTS. 

The principal types of meters employed for given purposes are 
indicated below, with some of their moat important sources of 
error. 

Anunetcni of the moving ccnl type arc, fundamentally, made 
up of a permanent field magnet, a moving coil placed in the field 
of the magnet and carrying the pointer and a damping device to 
restrict the sensitivity of the instrument to rapid changes. This 
latter device may be a fixed, metal core within the moving coil, 
the induced eddy currents therein opposing rapid oscillation of 
the coil itself. 

It will be seen that any factor disturbing the field strength 
becomes a source of error. Not only may the meter accuracy be 
temporarQy affected, but the permanent magnets themselves 
may be disturbed to such an extent that the reading is always 
incorrect. If the meter is used upon alternating current the 
frequency also affects the reading. It should, therefore, be 
calibrated for the frequency for which it is to be used. 

Ammeters of the moviny iron type employ the principle of the 
solenoid. They may be used upon alternating ciirrent or direct 
current, but, as they depend upon the strength of field set up by 
the current in the fixed coil, external fields will temporarily 
vitiate the readings. The calibration should be made with 
current of the same frequency as that upon which the instrument 
is to be used. Wave form also effects variations in readingw. 

Induction ammeters depend upon transformer action between 
a coil aa primary and a metal disc as secondary, in the latter of 
which eddy currents are produced. The torque is opposed by a 
spring which keeps the disc in the position where spring and 
torque balance. Here, again, frequency and wave form are of 
prime importance in calibration and use of the meter. 

The hot wire ammeter depends for its action upon the expansion 
produced in a wire with rise in temperature. To a fixed current 

i07 I, , ..CnOO^^IC 
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corresponds a fixed i*c loss in the wire, which loss occurs in the 
heat radiated from its surface. But, as radiation rate incrpawcs 
rapidly with rise in temperature, there will be a fixed tcmpcralure 
for a given current. That is, by carefully measuring the expan- 
sion and contraction of the current carrjing wire, the meter may 
he calibrated to read amperes. With alternating current this 
will be the effective value because it is a measure of the iV loss. 
It is independent of wave form, magnetic field, frequency, etc., 
at least over a wide range of frequency, unless auxiliary shunts 
are used. 

In all types of ammeters, the current carrying coil should have 
low resistance, in order to dissipate only a small amount of energy 
therein. The motion of the pointer carried by one element or 
the other may he opposed by spring or by gravitation. The 
spring is to be preferred , as its use avoids the necessity of accurate 
placing of the meter upon the board. 

Modem meters are protected from magnetic disturbances by 
suitable iron cases, whether they are ammeters, voltmeters, or 
wattmeters. 

Voltmeteis may be of somewhat the same general types a^ are 
the ammeters and, when so constructed, they have the same 
limitations as regards frequency of alternations, external fields, 
wave form, position, etc. The coil, however, must be of high 
resistance in order that the current taken may be small. 

Besides the forms known as the moving coil type, the induction 
type, the/tofu-irefype, etc., there are other means of measurement 
not open to current measurements as well. The electrometer, 
for the determination of high-voltage values is frequently known 
as the eledroxtatic voltmeter. It consists of parallel vanes, plates, 
or boxes which receive charges from line or are connected to line 
and to ground. The moving member, or needle, is suspended by 
a fine wire. To increase the sensitivity of this device, the plates 
are placed closer together and increased in number. Despite 
these methods, the meter is not suitable for ordinary low voltages. 

Another method which is employed very frequently in com- 
mercial measurements is that of the spark gap. The voltage to 
l>e measured is put across the air gap between two needle points, 
n high resistance being inserte<l in series with the gap in order to 
limit the current rush when the arc follows a spark discharge. 
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For low voltages the needles should lie fairly sharp, but for hifth 
vdltagea it seems to make little differenee, aa for a gap of 15 
iiK-lies, a (coarse needle appears to be iia "shariJ" as a canibrio 
needle. The discharge OL-eurs across the gap, the distance 
between needle points is measured and the voltage reading is 
taken from a standard curve. Data for the curve are given by 
the A. I. E, E. as in Table XXXV. With very sharp needles, 
the lower portion of the curve tends to straighten somewhat. 





Table XXXV.-SpMkCpVoltaeM. (A. L E. E.) 






Distance 




Distance. 


KilovoltB 




1' KUovoIts. 
, sq. root of 






sq. root of 








mean square 




mean square . 








Inches. Cms. 




Inches. 


Cms. 


5 


0.225 


0-57 


140 


13.96 


35.4 


10 


0.47 


1,19 


150 


15.00 


38.1 


15 


0.725 


1.84 


160 


16.05 


40.7 


20 


1,00 


2.54 


: 170 


- 17.10 


43.4 


25 


1.30 


3.3 


! 180 


18,15 


46.1 


30 


1.625 


4.1 


i 190 


19,20 


48.8 


36 


2.00 


5.1 


; 200 


20,25 


51.4 


40 


2.45 


6,2 


1 210 


21.30 


54,1 


45 


2.95 


7,5 


'1 220 


22,35 


56.8 


50 


3.55 


9,0 


230 


23,40 


59.4 


60 


4.65 


11,8 


1 240 


24,45 


62.1 


70 


5.S5 


14.0 


1 250 


25.50 


64,7 


80 


7.10 


18,0 


' 260 


26.50 


67,3 


90 


8.35 


21.2 


270 


27.50 


69,8 


100 


9.60 


24,4 


i' 280 


28.50 


72.4 


110 


10,75 


27-3 


290 


,. 29.. W 


74,9 


120 


11-85 


30.1 


300 


30,50 


77,4 


1.10 


12.90 


32.8 









Power and Energy Meteis. — In commercial work, accurate 
meaaurement of current or of voltage is sehlom so important as 
is the determination of their effective product, for it is upon the 
basis of watt-hour consumption that payment for energy is 
made. Only in the case of direct current is this product obtain- 
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able by the factors of current and voltage themselves, so that, in 
order to check the direct reading of a wattmeter, the alternating- 
current circuit power factor muiit be read also. This method of 
checking is not valuable because it introduces so many instru- 
ment errors, errors of reading, etc. , that no great dependence may 
l>e put in the final product. More especially is this true when 
we reach polyphase circuits, by which method the great bulk of 
power is handled. 

The wattmeter' consists of two coils, a current coil and a 
potential coil, inductively relatetl, a pointer being carried by the 
moving element (which is the potential coil). The motion of the 
pointer is opposed by a spring. A high non-inductive resistance 
is necessary in the circuit of the potential coil, being assembleil 
as a part of the meter. In the watt-hour meter, the motion of 
the coil is opposed, not by a spring, but by a disc placed in a 
permanent magnetic field, the motion of which disc through the 
field generates eddy currents tending to limit the speed of rota- 
tion. The moving coil must be changed in detail of construction 
so that its motion docs not take it out of the inductive relation 
with the series coil. This gives the moving element the nature 
of an armature with commutator. The number of revolutions 
is counted upon dials, the dial reading multiplied by some con- 
stant of the meter giving the watt-hour consumption. 

In connecting a wattmeter or a watt-hour meter to a single- 
phase circuit, there are several errors which may separately ap- 
pear in the reading. If the potential coil is connected across load 
and current coil, as in Fig. 252, the power read by the wattmeter 
will be that expended in the load atid the meter aa the t'r drop in 
the current coil is included in the potential difference. If the 
leads running to the meter are long, this may be of considerable 
importance, Some gain in accuracy would be made if the volt- 
meter lead, now connected at B, should be attached at C. Wtill 

' (j'nfonunKte[y, thprc 19 a genfiral knscDiifa ia the use of tenog npplied to power met«« 

amounC ot power hrinn uanl by a circuit ihould he Failed a KaUmaer. A inetrr vhicli 
rerania the sucnmive values by curve Iradng apporatus iha^M be calfcd H rirordina ™<(- 
mrtiT. An imtramcnt which jntegrntes or suiui tli«e readings, ftiving a dial reroni Ihi-nof, 
tlioulil be called an iii/tifral(n<r waltmtter or a tcail-lunir ntler. But thi* ia Dot wholly in 
BcconL with pmclicB. The term " wattmel«r" is quite oommODly heard uaed (or tl» JeviM 
for meaimrioB watt-hours or pnerw- It * freqmsntly qualified by the tenna '"reeordinj." 
" indicniing" ur " in 1it[ rating." uiiod in Icrchangeably. Such a oonluaioo of tenDinokd' 
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better would it be to connect it at D. If there ia much drop in 
l>K due to heavy current the voltmeter lead must be carried back 
tu E. This, ill turn, introduces a new error, present when either 
of ihe points D and E is used. The current in the aeriea coil 
now includes that taken by the potential coil. Generally speak- 
inE. however the connection at E is to be preferred, introducing 



m 



y 



a lesser error than any of the other connections shown. Figure 
25:} gives, therefore, the recommended conditions. 

When polyphase circuits are to be metered, the simplest (and 
least frequently met) condition is the balanced load. When 
this condition exists in three-phase work, the measurement of 



I 



u 2Jj4.-^Single-phB80 w 



;r OD Uiree-phaie Y-cin 



power in one line or leg will give one-third of the total power 
developed. To measure this, the current coil of the meter carries 
line current and the potential coil is placed across line-to-neutral 
(I'"ig. 254) If the load is not of such a nature as will give a 
neutral point, a polyphase star connection of resistances can be 
supplied in order to present a true neutral point. The arrange- 
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ment is Hhown in Fir. 2S5 where R,R,R, are the star connected 
rpwiatancea, very accurately balanced in values. 

Tlin haianind A condition may also be metered by the use of 
one meter and without the carefully adjusted three-phase resist- 
ance or reactance, provided a neutral tap is taken from one of 
the transformers. A meter connected as shown in Fig. 25C will 
road one-half ot the entire load. 




Flo, 2W, — Bingle-phon 



thrae-phaM delta ri 



When the load ia unbalanced in any respect the foregoing 
method is insufficient. The total load cannot be estimated from 
this single-meter reading, but at least two metera need to be 
installed, if load is to be read by single-phase metera, or they may 
be replaced by a single polyphase meter. To install two single- 
phase meters ao that the algebraic sum of their readings may 
C(]unl the total load connections should be made as shown in 




Fro. 25«.— 



'iDile-phwe mttowter on thrce-pbsse delta ci 



Fig. 2.'J7. With unbalanced load, or with balanced load and 
power factor less than unity, the readings of the two meters will 
not be similar. This is due to the fact that the voltage across 
each potential coil is not in pha.se with the current in the same 
meter even at unity power factor and with change of phase 
relations, displacement increases in one instnimcnt and decreases 
in the other. The displacement may become sufficiently great 
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in one meter to reverse its direction of swing, in which case the 
larger reading is positive and the smaller is negative. There are 
two methods of recognizing this condition of dissimilarity of 
sign of the two quantities. When it is suspected that the power 
factor is low enough to effect this result, line number one may be 
opened, running the load ae single phase. If meter reading B 
increases, it implies that meter A was indicating positive load. 
If reading B decreases, A was negative. 

There are occasions, however, when it is not advisable to open 
one of the phases. In such a case the above test may be avoided 

t 




Flo. ::5T.—Two siagle-pbuo wsttmetan oa tbme-phue Y or Delta load. 

by an equally simple one. The potential line (,X) of one of the 
meters (.-1) running to the common tine (2) ia disconnected from 
that point and connected to the other outer line (3). If either 
meter was negative, the reconnected meter will reverse. Then, 
as before, the true power reading is obtained by taking the 
numerical difference between the two original readings. 

Where the power is being read, this is quite satisfactory l)ecause 
indicating meters may be reversed in connection and left thus. 
Where energy is being read upon a varying load, the watt-hour 
meter must be as accurate when running backward aa when 
running forward. It should, .likewise, be accurate at light load 
and at overload. These conditions can be only approximated. 
It ia, therefore, generally more satiwfactoiy to combine the two 
meters into a single one, where the torques are in the same 
direction if signs are alike but are in oppiwite direction if -signs 
differ. This is the much used poly plia-tc vult-kvnr inrtir. It 
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may also be replaced by three singlc-phusc watt-hour meters, 
each metering one phase. 

Calibration and maintenance of meters is one of the verj- 
important items of operation, because an inaccuracy in the 
registration may very easily counterbalance numerous econo- 
mies undertaken in the boiler-room, the generator-room, etr. 
Every installation should, therefore, be made with a view to ihe 
necessity of frequent and accurate calibrations of meters with a 
minimum expenditure of time and money. This is a process in 
which the single-phase instrument has the advantage over 
the polyphase instrument. The former may be interchanged, 
connected in series, etc., being tested, thus, at the same time 
and furnishing handy checks upon each other. 

Where meter terminals may be connected directly to the rir- 
cuits to bo metered, more accurate readings may be obtained 
than in the case of very heavy currents or very high voltages. 




Fia. 2&S. — WHttiiKter wiUi tnuuformen. 

In the latter circumstances, there are two possible methods of 
measurement depending upon the magnitude of the reduction 
necessary. 

If a moderate reduction of voltage is sufficient, a multiplier 
may be used in series with the potential coil, A similar reduction 
in current may be obtained by use of a shunt. These processes 
are not so accurate as the direct method but are still within the 
limits of very small errors. 

When a considerable i-eduction becomes necessary, the potcn- 
titd trannfoTiner and the oirrciii trnnnfiirmer (series transformer) 
are used. The furiiicr consists of a transformer of a large nunilier 
of turns taking very low current. The primary is connected 
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across the lines, Fig. 258, the secondary being lead to the poten- 
tial coil of the meter. An error is introduced here, by a certain 
amount of phase displacement due to the fact that the secondary 
voltage is not exactly 180 degrees from the primary voltage. 
Leaicage flux, resistance drop and reactance drop vary with 
varying voltage and current and hence cannot be entirely com- 
pensated for. 

The current transformer is built with few turns in order to 
introduce low voltage drop in the line. Its primary is connected 
directly in series with one of the mains, Fig. 258, the secondary 
leading to the meter current coil. This transformer also intro- 
duces errors due to phase displacement and variable ratio. The 
exciting current of the primary has no corresponding component 
in the secondary, *■ 

.\o transformer has perfect regulation and it is, therefore, 
impossible to correct for these variables except at some pre- 
tlctermined point in the load condition. 

Frequency Metera. — There are several methods of measuring 
tlie frequency of current or voltage waves. One of these em- 
ploys a synchronous motor and a speed counter. This will give 
the average frequency over the time speed is read. 

Another type places in opposition two coils of different imped- 
ance characteristics. These impedances will vary in quantitative 
and relative values as the frequency changes. The coils may be 
connected to oppose each other, the pointer being displaced by 
an amount corresponding to that frequency, i.e., that relative 
value of impedances. Calibration is made and scale reading is 
taken directly in cycles per second. Wave form will affect the 
reading, hence, the instrument will need to be calibrated upon' 
the same form of wave as that upon which it is to be used. 

Another and better type depends upon the principle of 
mechanical resonance. Numerous reeds are as.senibled together, 
making a comb-shaped rack. Each reed has a particular vibra- 
tion period corresponding to one value in the range to be covered 
by the instrument, a.s, for example, 55, 50, 57, . . . CO, . . , 
C3, 64, etc. An electromagnet receives energy from the circuit, 
producing an alternating field. The reed which has the same 
periodicity as the field will receive impulses synchronous with its 
swing and will vibrate through a wide angle. The scale reading 

.Google 
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opposite this reed then gives the frequency of the circuit. The 
simplicity and reliability of this instrument are commendable. 

Synchronisin lodicatore. — Aside from the use of lamps, thrre 
are various devices used to indicate when two pieces of apparatus 
are in synchronism. The result obtained includes more than 
that reached by lamps alone, for, with the use of the latter, the 
only information secured is that, when the lamps flicker, the 
machines are out of synchronism, in one direction or the other, 
the rapidity of the flicker indicating a measure of the spceii 
difference. Changing speed of one of the machines and noting 
the results will determine which machine is fast and which i; 
slow. 

The ends to be attained by any indicator include 

1 . Indication of synchronism or relative frequencies, iufluilitip 
direction of difference in speed. 

2. Indication of phase relations, including direction of dis- 
placement and also phase rotation. 

3. Indication of approximate voltage relations, at Ipa^I. 
closely enough to permit throwing machines into parallel. 

These points may be reached by the use of a phase-split t in, i: 
device feeding the two coils placed upon an armature at right 
angles to each other. The armature circuits are excited from 
one phase of the machine being started. The field in which this 
armature is placed is excited by current from the bus bar;-. 
With this condition (the Lincoln synchronizer) the armature 
tends to revolve at such a speed that its magnetism is synchron- 
ous with that of the field reversals. This rotation is in one 
direction or the other, depending upon which magnetism reverses 
most rapidly. Hence, direction of rotation will show whether 
the machine is too high or too low in speed; the speed of rotation 
of a pointer attached to the armature will show how much 
different the frequencies are. Moreover, when the pointer comes 
to rest, if properly attached to the armature, it will show how 
much out of phase the two waves are, as they are running in 
synchronism. 

Phase indicators will give the power factor of a system when 
there is no unbalancing of the load and when wave forms are nut 
distorted, as they are in an arc circuit. Otherwise, they give 
only the phase relation. 

DcmizedbvGoOQlc 
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The circuits of the instrument provide series coils and a shunt 
coil. The series coils are so arranged that they produce a rotat- 
ing field. The shunt coil, being arranged to produce only an 
oscillating field, will tend to set itself in position sTich that its 
axis coincides with the direction that the rotating field has at the 
time of maximum shunt^coil field strength. The scale reading 
may be suitably prepared to read either aagidar displacement or 
power factor on un distorted systems. 

Effecttve Value and Scale of Curves. — When a curve of voltage, 
etc., is obtained by reading successive values it may become 
necessary to calculate the effective value. Upon the other hand. 




Fio. 259.— Detonniiml 



when a curve is traced by osciilograpli and an effective reading 
is taken by meter, it is necessary to estimate the scale to which 
the curve is drawn. Those two processes are, in part, the reverse 
of each other and a solution of one will illustrate both. 

Taking a given curve, to calculate the scale, wc will use the 
curves A and B shown in Fig. 259, and the meter readings 14 
amperes and 14.5 amperes respectively. The two curves A and 
Ji are oscillograms of the unbalanced currents existing in the 
two sides of a three-wire generator armature running under 
balanced load but with unequal resistances in the armature 
windings. This happens to be an abnormal condition but it 
will serve our purpose, nevertheless. 

A scale is assumed and readings of the curve are taken in the 
assumed units at equal intervals for one complete cycle of this 
curve because there is no negative loop equivalent to the positive 
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loop. The scale is shown in the figure and the number of lead- 
ings taken to cover the one cycle is 32. Ordinarily, it may be 
well to space these readings by 10 degrees, or some other integer. 
Those readings are tabulated in the Table XXXVI for both 
curves A and B. In each case, the column marked y is the read- 
ing, to assumed scale. This value is squared and placed in a 
new column. The average values of the y's are taken, giving 
respectively : 

Avg. y\ = 2.32, 
Avg. t/'B= 1.443. 
Whunce 

Vmoan acjuare A = 1. 149 divisions, 
Vmean square fi= 1.202 divisions, 

Effective .4 =1 . 149 divisions =14 amperes. 
Effectives = 1 . 202 divisions =14.5 amperes. 
Hence 

Curve ^ , one division =12. 19 amperes, 

Curve B, one division =12.00 amperes. 

This gives us a means of calculating the instantaneous values 

of current for the entire sweeps of the curves and final culunuis 

are added showing these instantaneous values in amperes. 

The reverse of this process should be employed when the meter 
reading is not obtainable, but upon the oscillogram of the wave 
to be studied there is determined a scale by means of a known 
direct current. In this case, the instantaneous values are read 
in amperes and the effective value calculated therefrom. 

Curve Analysis. — \\'hen an alternating or pulsating periodic 
wave is given it has beou shown by Fourier that the wave may be 
represented by a scries, 

F =H„ + n, cos fl +n, cos 2// +aj cos 3fl + . . . 
+ t, sin 4-/(jsiii2« +(>j8in3*? + . . . 
If the positive area enclosed equals the negative area enclosed, 
i.e., if the wave is idtmifitinij as against pulsating and averages 
zero, the term a„ disappeai-s. 

If the sci|uencc of poKitive instantaneous values is duplicated 
by the sei|ucnce of negative values — i.e., if tbft rectified negative 
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1/2(1.00) 


12.06 


-1.4 


1/2(1.96) 


-17.07 


10.89 


39.8 


-1,0 


1.00 


-12.10 


5.29 


27.75 


-0.5 


0.25 


- 6.09 


3.80 


23.5 


-0,3 


0.09 


-3.66 


2.89 


20.5 


0.0 


0.00 


0.00 


2.25 


18.1 


0.2 


0.04 


2.44 


2.25 


18.1 


0,35 


0.10 


4.26 


1.82 


16.3 


0.5 


0.25 


6.09 


1.6S 


15.67 


0.6 


0.36 


7.31 


1 69 


15.67 


0.8 


0.64 


9.75 


1.44 


14.47 


0.9 


0.81 


10.96 


1.44 


14.47 


1.1 


1.21 


13.4 


X.44 


14.47 


1.25 


1.56 


15.22 


1.10 


12.67 


1.36 


1.82 


16.45 


1.00 


12.06 


1.45 


2.11 


17.67 


0.81 


10.84 


1.45 


2.11 ■ 


17.67 


0.91 


11.45 


1.55 


2.40 


18.9 


0.72 


10.24 


1.7 


2.80 


20.72 


0.G4 


0.65 


1,65 


2.72 


20.1 


0.04 


9.65 


1,75 


3.06 


21,34 


0.56 


9.05 


1.85 


3.42 


22.55 


0.40 


8.44 


1,95 


3.80 


23.76 


0.42 


7.84 


2.00 


4.00 


24.38 


0.31 


6,63 


2.05 


4.10 


25.0 


0.25 


6.03 


2.1 


4.41 


25.6 


0.16 


4.82 


2.1 


4.41 


25.6 


0.09 


3.62 


2.05 


4.10 


25.0 


0.04 


1.41 


2.05 


4.10 


25.0 


O.Ol 


1.21 


2.05 


4.10 


25.0 


0.01 


1.21 


2,0 


4.00 


24.38 


0.01 


- 1.21 


2-05 


4.10 


25.0 


0.04 


- 2,41 


2.1 


4,41 


25,6 


1/2(1.00) 


12.06 


-1.4 


1/2(1.96) 


,7.07 


32)4(1. 10 


32)74.37 




1.443 






2.32 
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wave repeats the positive wave — the even harmonics disappear, 
and the equation is made up of only the odd harmonics, funda- 
mental, third, fifth, seventh harmonics, etc. 

It follows from this that, as nearly all ordinary waves are of 
this latter form, we may represent ordinary current waves or 
voltage waves by equations of the form 

y = d, cos ^ +a, cos 3^ H-Oj cos 5fl +. . , +aj„., cos 

(2n+l)fl+ . . . 

+ 6, sin ^ +(), sin 3ff +6t sin 5ff +. . . +6^,, sin 

(2n + l)tf + . . . . 
In this equation 

aj„,i is the maximum value of the cosine component of the 
('2w + l)th harmonic, 

ij„^, is the maximum value of the sine component of the same 
harmonic, 



\/ ai„^i+b\„+i=maLX\m.MTn value of (2n + l)th harmonic, 
h'\/2\/ a\„^^+b%„^i=e^ec%vve value of (2n + l)th harmonic. 

Moreover, the effective value qf the total wave is found by 
taking the square root of the sum of the squares of aR harmonics. 

Any given periodic wave may be analyzed and an approxi- 
mate numerical equation may be developed for it, the degree of 
accuracy depending upon the accuracy of measurement of read- 
ings taken from the curve and also upon the number of harmonics 
considered. One process of determining the values of the coeffi- 
cients of the terms in the general equation will be outlined 
although the development of the method and its proof will be 
omitted. 

The curve is divided by equally spaced ordinates, say 10 
degrees apart, and the ordinates read at these points. To find 
the fundamental wave these successive readings are multiplied 
by the values of cos d and sin corresponding thereto. 

It is convenient to prepare this in tabular form arranging data 
in columns as derived, thus: 

y, ■ cos (J sin (? y, cos (? y. sinff 

1,00 0.0 0-00 o.w 

10 1.1 0.9848 1737 1.U8 0.19 

20 2.2 0.9397 0.3420 2.06 0.75 

DL|,l,zedl!,G00Qlc 
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The livcragc vhIup of .Vi cos cquivlH oiip-hnlf the value of d,, 
ho I ICC 

«, =2 avK.(,V, COM If). 
Similarly, 

6, =2 avg.(y, sin 0). 
The fumlamental wave in represented by 
/((/,)-«! COS (?+6i sin 0, 
Va,'+ii,'=inaximura value. 
iV2 Va,^+6,'=effective value. 
The values of a, and 6, found are expressed in the same units as 
are the readings y, and, hence, are not, generally speaking, in 
amperes or volts, but are in mm., etc. The scale of the curve is 
yet to be determined. 

Although it is not necessary to do so, it is well to take from the 
complete irregular wave the fundamental component just found 
before proceeding to find the next harmonics (Table XXXVII). 
This will be done by subtracting from the successive values of 
y, the products a, cos 8 and b^ sin 8. 
Calling this difference y^, we have 

y» — yi~(.^i cos 9 +6, sin S)=yx—f{0^. 
To estimate the third harmonic, the preceding process is 
repeated except that the products now taken are y, cos 3^ and 
j/j sin 3 6, after which the equations hold 
fl,=2 avg. (^j cos 3^) 
6, = 2 avg. (y, sin ZO) 
/(^a)""*^! COS 3^+&j sin 3fl, the third harmonic, 
Vas'+('a'="™*''imum value of third harmon 
iv 2V'aa'+''s' = sffG''tive value of third harmonic. 

^*fi.82„^i) = toisX value of determined components. 

-/(»,)+/(».)■ 

yi=yi—f{6i), harmonics, fifth and higher. 

The process may be continued for the solution of the fifth 
harmonics, etc, provided the curve represented by y^ is large 
enough to warrant it. In order to make a concrete case of this 
process, a tabular form is attached in which a given wave, y,, is 
analyzed for fundamental, third and fifth harmonics, and the 
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remainder including harmonics of the seventh order and above 
me considered negligible because the total effective value 
thereof is slight (about 2 per cent, of the given wave). Curves are 
given showing the accuracy attained by the successive approxi- 
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mations (Figs. 260, 261, 262). It will be seen from the data 
given that the effective values of the successive curves are 

3.63 =effective value of /(fl)i. 

3.66 ^effective value of z,YC<?2,,+i)- 

3.66+ = effective value of 2,y((?2„+i}. 
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and 



3.07— =<'fTertive viiliic iif oripiniil <'urv<' 



0.08- = effective value of 2^ /(O^,^,), the part 
neglected. 
If, tlieti, the meter reading corresponding to the above wave is 
18() iimpores, the scale Incomes 
1 division =49 amperes. 
/((?,) =178 amperes. 

2;.W2,.+ i) = 179.4 amperes. 
s,Y{fl2„+i) = 179.5 amperes. 
^;"/('^2.+i) =ii-92 amperes. 




Fio. 202.-0]! 



and remolndei. 



The equations are 

Fundamental, /(^,) =0.290 cos 6 + 5.13 sin 0. 

Third harmonic, /((?,) = -0,497 coa 3fl + 0.401 ain 30. 

Fifth harmonic, /(«b)=0 24 cos 50 + 0.022 sin 50. 
and our approximation to the original wave ia the sum of these 
three waves, namely 

y, =0.290 cos fl-0.4y7 co3 3fl+0.24 cos 50 + 
5.13 sinfl + 0.401 sin3fl + 0.022 sin 5(?. 

Curve Tracers and OscUlograplu. — There are numerous forms 
of devices for recording the forms of waves and other varying 
phenomena. Two distinct classes of instruments are found. 
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Onp, generally spoken of as the curve tracer, rc<|uire» a point-by- 
piiiiit determination of the successive values and is uaabic only 
when the phenomenon is recurrent. Considerable care is required 
in locating one point upon the curve and this is, therefore, a 
comparatively slow process, but a correspondingly accurate 
determination may be made with suitable devices. 

Another form will record upon photographic film the sequence 
of values passed through as they occur, giving a complete record 
for only a few cycles of the event. This type is known as the 
oscillograph, the record as the oscillogram. 

It will be seen, at once, that each process has individual 
characteriHtics making it peculiarly useful in certain fields. 

The point-by-point method may be used with verj' alight 
expense in laboratory study of wave form and very satisfactory 
results obtained. The record gives an average curve as suc- 
cessive points are taken from distantly removed cycles of the 
phenomenon. 

The oscillogram, on the other hand, might well be termed the 
" indicator card " of the electrical system. Its present usefulness 
in the solution of problems is already remarkable, but its availa- 
bility for undertaking new investigations is scarcely appreciated. 
One is inclined to associate it with laboratory practice and the 
manufacturing shop. Here it is recognized as immensely useful. 
One great future development will, undoubtedly, depend upon 
its ability to analyze and locate trouble in the electrical system. 
There is room for a great deal of careful work along these lines. 

The oscillograph consists, essentially, of the following parts: 

Vibrating galvanometer of short oscillation period. 
Light source with optical system. 
Photographic recording device/ 

It may lilccwisc include 

Visualizing device, with synchronously driven mir- 
ror and a proper screen. 

Details of these parts and their operation may be secured from 
an interesting article in Trans. A.I.P^.E. Vol. XXIV upon 
"The Oscillograph and Its Uses" by L. T. Robinson, as may also 

much of the history of the apparatus, 
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Hx!ini|>Ion of its use may be seen by reremiig to a number of 
figures. 

Kigure 2(i3 shows the records obtained upon the field and arma- 
ture circuits of an alternating-current generator. The upper 
curve is for armature current, the lower for field current. When 
running at much reduced voltage (i.e., a low field current), the 
armature is suddenly short-circuited. The armature current 
builds up to over 3000 amperes and pulsates over a gradually 
decreasing range, finally settling down to a fairly symmetrical 
wave. Field current, constant before the short-circuit, oscillates 



to large values due to its inductive relation to the armature 
current. The scale of the alternating armature current is shown 
by an ordinate representing 30(X) amperes direct current. The 
scale of the direct field current is shown by a 200-ampere ordinate. 
In Figure 204 an alternator running at part load and rc<hiced 
voltage is suddenly .'short-circuited. The alternating current of 
the armature (upper curve) gives place to a high pulsating <'urrent 
gradually reducing to low values again. Wave shapes are af- 
fected markedly. The field current (lower curve) shows some 
pulsation to begin with, hut is greatly affected by the enornmus 
rise in armature current. 

DL|,l,zedl!,G00Qlc 
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it of gcnentor esrryiiis part load. 



breaker on aJtenuMlna cummt, 
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In Fig. 265 the lower curve repreaetita an alternating-current 
voltage wave. The circuit supplied is protected by an oil circuit 
breaker. The upper curve shows the current in the circuit when 
a short-circuit occurs, reducing voltage to zero, but allowing it to 
rise again immediately after the breaker opens. It will be noted 
that the circuit opens at the zero point of the current wave. 

When a direct current is to be studied (Fig. 266) it is well to 
put upon the same record an alternating current of known fre- 
quency to serve as a time scale. Hence in blowing an aluminium 



Fia 20e. — Stowing ahimiaium fii»o on direct cumot 

fuse, as is shown, the time clement between rise and fall of direct 
current is estimated from the 2.')-cycle current wave below. 

Figure 267 shows a partial recovery of voltage after a fuse has 
opened the lino upon an alternating- cur rent circuit. The upper 
curve is current, the lower curve is voltage. 

Finally (Fig. 2(j8) there is shown a much slower record. The 
test is made upon a 60-cycle synchronous converter by bringing 
it up to synchronism from the altrrnHting-cnrroiit emi" iitnl later 
closing the field and allowiiif; a con.sidfrable field current U< flitw 
immediately. There results a decided pulsation in the circuit. 
For lesser field currents this pulsation is less marked. It should 
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Fia. 267. — Recovei? ot nlt«nutiDg-eunent voltsfe after blowing a fuae. 
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be noted that the period of the oscillation is about the time 
required for 32 cycles, that is, a Uttle over half a second. 

Demand Indicatora. — As will be seen in the consideration of 
different methods of charging for energy, it becomes necessary, in 
connection with some systems, to know what maximum demand 
has been made upon the power supply during a certain specified 
time. To accomplish this we have the Wright demand indicalnr. 
The device consists of a t/-shaped tube terminating in two bulbs, 



Fw. 263.— WrighUlenuuld Flu. 27l>.— WriKbUX-mnad 

imlicalor tubv. iudiciilor wilb sbunt. 

li branch tube connecting to one of the legs as shown in Kigs. 209 
and 270. A current-bearing coil surrounds one of these bulbs, 
the heat of the energy loss increases the gas pressure in the tube 
and forces the liquid upward in the other tube. An amount of 
liquid overflows into the indicator tube, the quantity depending 
upon the value of the maximum current and the length of time 
it lasts. The lag due to the time taken to heat the air is such that 
rapid fluctuations are not taken into account unless they occur 
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frequently enough to increase the air temperature. A current 
value lasting 

4 minutes records 90 per cent, of ita value. 
10 minutes records 97 per cent, of its value. 
40 minutes records 100 per cent, of its value. 

By this characteristic, starting currents, short-circuits, etc., are 
not effective in establishing the basis of payment for enerfr^'. 
The indicator niay be calibrated in amperes, in which ca^e the 
reading indicates that part of maximum current which has 
existed for one of the specified periods during the whole time 
since the meter was last adjusted by emptying the overflow bark 
into the U tube. The resetting is done by simply tilting the 
tube. 

The indicator la used upon alternating-current or direct-current 
circuits interchangeably up to the sizes where shunts or trans- 
formers become necessary. When such additions are required 
owing to the high alternating-current voltage or to large values 
of current, the two types become independent. 

Rates. — There are four fundamentally different methods of 
determining the rates of payment for electrical energy, namely: 

1. Flat rate. 

2. Meter rates. 

3. Segregated rates. 

4. Load factor rates. 

The Jlat rale is a fixed charge for service, regardless of the 
number of hours per day load is taken, or its exact amount. It 
may be illustrated by the charge made to .a city of (say) $85,00 
per lamp per year for street arc lighting. 

Meter rates may be of various kinds. One simple method is a 
uniform rate for all energy consumption as indicated by the meter 
reading. Another scheme which presents better features is the 
iwo-rale meter, where a special device is required to record what 
part of the consumption occurred at "peak" hours and what j 
part oi'currcd at "valley" hours of the total load. Charpe is | 
then niiide at the higher rate for the cncrpy used when the plant 
was carrying its heavy peak load. If it is practicable for an 
industry to use its maximum power during the " valley " hours of 
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the power company's load, it can do so to the mutual advantage 
of itaelf and the power company. 

Segregation of charges is • accompiiehed by separation of 
expenses for power production and distribution. The Hopkinson 
tyatem makes one charge baaed upon the load capacity of the con- 
sumer's circuit and a second charge upon registered consumption. 
The idea is that each customer should pay for the privilege of . 
service in proportion to that amount which he may at any time 
secure, while the method of computing the whole charge should 
allow of reduction if no such consumption takes place. 

The Dokerty system divides the charge into three parts, for 
service, demand, and energy. A fixed sum is charged, for estab- 
lishing and maintaining service connections; the maximum 
demand is the basis for the second charge and is generally based 
upon the number of lamps, etc., installed; the third part of the 
charge is based upon actual consumption. 

Still more analytical methods of charging are possible, how- 
ever, by studying the load factor of individual consumers and the 
load factor of the system. In this scheme, the general attempt 
is made to carry much further the two-meter method, accomplish- 
ing the result by various devices. The demand indicator, 
previously described, records the maximum demand made 
upon the system, and charge may be made accordingly. This 
contemplates only the load factor of the consumer's circuit, and 
is, hence, faulty in principle because the relation between the 
consumer's load variations and the load variations of the system 
is of prime importance. For example, a distributor can ill 
afford to add to his regular load a circuit with poor load factor 
if the peak epoch thereof coincides with the peak epoch of his 
already overloaded system. He can, however, very well afford 
to take this additional load if the peak helps to fill his valley. 
It is, therefore, of considerable importance to him to know, not 
only the amount of the maximum demand, but also the customer's 
whole load characteristic including the time at which certain 
loads occur. For this reason, instruments arc installed in some 
systems which record at suitable intervals the power supplied 
to the consumer. 

It is the case, however, that, when the load upon tiio whole 

system is nearest to the capacity of the system, cost of operation 

28 I— I 
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H a minimum. When running under minimum load cost of 
production is e. maximum. Hence, any difference of charge con- 
templating a low rate in the "valley" region of the system will 
give the anomalous condition of a smaller price for the more 
expensive product. This practice is, nevertheless, defensible 
upon the ground that extra inducement is offered to fill up the 
valley and to lower the peak, thus lowering the average cost of 
production. That is, the effect upon price of production is 
beneficial when a load is added whose load factor is the opposite 
to that of the system. What is of prime importance is, not that 
the load factor of the minor circuit is poor, but, that its effect 
upon the load factor of the system is beneffcial. 
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Flo. 271.— Contract nH« oi 



Added to all of the foregoing primary systems of charge dis- 
counts may be introduced. One method is to determine the 
amount of discount with reference to the load factor of the 
customer, i.e., the ratio of average load to connected load. 
Again discounts may be allowed for excess energy consumption 
above a specified amount. Another way of accomplishing this 
same result is to give a curve of rates plotting the price in cents 
per kilowatt-hour against kilowatt-hour consumption for the 
month. This bccomcK practicable for a motor installation where 
it is impracticable for a hghting load. Such a curve is shown in 
Fig, 271. For large u.sei-s of power the rates may take the 
tabular form given in Tabic XXXVIII. 

,\gjiin the charge may be complicated by a combination of 
several of the above features and by an additional cash discount. 
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.\ Doherty rate thus Hupplemcnted may read thus; 

First charge $ 9.00 per customer. 

Mecond charge 24.00 p«r horse-power per year. 

Tbird charge 0.03 per kilowatt hour. 

Discount for caah 10 per cent. 

Table XXXVm. — Contract Rates for Electrical Energy. 



llungc within whicli Price in cents per kilo- , Price in centa per kilo- 
falls the consump- - watt hour up to : watt hour for excesa 
tion in kilowatt lower limit of kilo- I over lower limit of 
hours. ^ watt-hour range. kilowatt-hour range- 



500- 1000 


2.5 


1000- 2000 


2,6 


2000- 3000 


2,0 


3000- 5000 


l.G 


5000- 10000 


1.35 


10000- 20000 


1.1 


20000- 40000 


1.0 


■10000- 80000 


0,93 


80000-150000 


0,88 


150000 — 


0.84 
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CHAPTER XIII. 

LUTE PHEHOMEHA. 

Inductance and Capadty. — From the formulie derived in an 
earlier chapter we may calculate the values of L and C for a mile 
of any given transmission line if we have the distances between 
wires and wire diameters. It may, however, be the case that 
early in the stage of development these distances are not known, 
yet approximate values of inductance and capacity are desired 
in order to estimate the reactance. If the values of L and C 
are calculated for rather widely varying sets' of conditions, we 
get such values as are shown in Table XXXIX, where the inter- 
axial distances are taken as 48 and 144 inches and the diameters 
of wires are 0.325, 0.500 and 1.000 inch. It will be seen that 

TABLE XXXIX. 



2r I L, mh. C, mf, L, mh. 

0.325 1.S3 O.OlSe ' 2.18 

0.500 I 1.69 0.0169 j 2.04 

1.000 1.47 0.0195 1.82 



the range covered by L, with a change in interaxial distance from 
48 to 144 inches and from the largest wire given to the smallest 
one, is only from 1.47 millihenrys per mile to 2.18 millihcnrys 
per mile. Generally, it would be safe as an approximation to use 
an average value of about 1 .80 millihenrys per mile. Similarly, 
for C an approximate value of 0.0100 microfarads per mile may 
lie used without serious error. 

Where L is known (i)erhap3 liy measurement) C may be calcu- 
lated although the spacings, etc., are not given, if length of line is 
known. This would be done by use of the two fundamental 
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formultp for naturnl fr('(|iu'ncy for tho line and for resonance 
condition. 



I 

Whence 

47000 



47000 

■-Jo, natural frequency. 



or 

= 13.9— microfarads. 

OsdlUtlons and Surges. — When a line containing series induc- 
tance, capacity and resistance is allowed to reach stable running 
conditions, it is readily seen that at the instant when current is 
a maximmn, the magnetic interlinkage is a maximum, and the 
charging current is maximum. This means that the storage of 
inductive energy is a maximum but condensers are not charged 
and capacity energy is zero. When the cycle has progresaed to 
the point where condensers are fully charged, current becomes 
zero and the magnetically stored energy is zero. That is, when 
capacity storage is greatest, inductive storage is the least and con- 
trawise. We have, in such a sj'stem, therefore, the possibilities 
of an oscillation of stored energy from one condition to the other, 
if it is once started. 

The energy stored inductively is measured by the expression 
i'L/2; the energy stored in capacity is c'C/2. In order to make 
possible the surging back and forth of any considerable quantity 
of energy both of these expressions must be large. Large 
capacities are not common but high voltages are common and 
taken in conjunction with moderate capacities, may give con- 
siderable energy storage. Large currents and high inductances 
are both common. The long-distance transmission line presents 
one group of conditions which subjects it to the likelihood of this 
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trouble. The underground cuble system, Imving lower voltage 
but liiglier cupacity, alHo furnishea a field fur such disturbances. 
If the oscillatory exchange is of rapid action, it is generally 
Bpoken of as an oscillation. With low frequency, especially, of 
heavy-power exchange, the term surge is used. The frequency 
of the oscillation is determined by the constants of that portion 
of the total circuit which is affected. It is the natural frequency 
of this circuit and is shown by 



provided inductance and capacity are concentrated and not 
distributed. Resistance in the circuit is the toll gatherer, inas- 
much as the transfer of energy from one form to the other 
involves the flow of current and introduces i*r losses. So also 
are losses effected by the core loss in any iron-cored member of 
the circuit. The ratio of these losses to the total energy surging 
back and forth determines the length of time the surge will last. 
In fact, the dampening effect of resistance may be so great that 
the surge or oscillation is impossible and only a dying out is per- 
mitted. This gradual discharge would then be accomplished 
along a logarithmic curve. The critical point is when 
r' = ixx^, 

r = resistance of circuit, 
where x =inductive reactance of circuit, 

Xf incapacity reactance of circuit. 

We have, then, the conditions 

r*<4xxc, giving oscillatory discharge, 

r'>4«x„ giving logarithmic discharge. 

Naturally the term 41^;^ may be replaced by its equivalent 4L/C, 

Referring again to the expression of frequency of the oscilla- 
tion, it is readily recognized that, in order to have a low-frequency 
surge, the values of inductance and capacity must be high. 
This condition would likewise introduce the dangerous state of 
affairs of large reservoirs of energy. A low-frequency surge is 
correspondingly destructive. The conditions are not easily 
obtainable except in connection with transformer-fed cable 
systems, because t!ie ordinary aerial line has much less capacity 
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than has the table line. Xevertheless, with the )iigh voltages 
ut to-day, oscillations of energy may occur at higher frequencies 
with (juite destructive effects. 

Nothing has yet been said of how these oscillations or loga- 
rithmic discharges are to originate. To state this briefly is to 
say that any change of circuit conditions leaves these quantities 
of stored energy in an unbalanced relation to each other. The 
adjustment of these relations gives the phenomena we are speak- 
ing of and its duration is generally limited. In by far the largest 
number of normal operations the transient phenomena accom- 
panying some regular or accidental step in the process are negli- 
gible or of minor importance. But frequently their presence may 
need to be recognized and taken into account in design of appa- 
ratus or manipulation of circuits. Again, there are conditions 
where the transient term is large and periodic, with a period 
shorter than the time required for its disappearance and, hence, 
it becomes of paramount importance. This last case is well 
illustrated in the field current of a generator controlled by a 
"Tirrill " regulator. Probably the most serious disturbance upon 
a line will occur when a short-circuit is interrupted. 

\s an instance of what may occur under abnormal conditiona 
to set up disturbances, the case of an unstable ground connection 
upon a line of considerable capacity and inductance is a clear 
illustration. The point in question is at a high potential above 
ground until the breakdown of insulation occurs. The potential 
between the two is immediately reduced from this high value to 
iero. The electrostatic distribution is changed, as is also the 
electromagnetic effect. But as soon as voltage to ground falls 
below a certain point the poor connection may break the arc. 
Immediately the potential of the line rises and the conditions 
attempt to become normal. The rise in voltage causes a new 
breakdown and the disturbance continues. 

This trouble can almost ruin a cable -system, which may be 
considered peculiarly liable to it. 

Switching. — There are at least four cases of switching under 
ordinary circumstances which are of prime intoroHt from the 
Etandpoint of operative trouble. These arc 

1. Charging a main line by high potential. 

2, Opening the above line. 

DcmizedbvGoOQlc 
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3. Charging a branch liae. 

4. Opening branch line. 

In the first place, when lines are charged the maximum poten- 
tial reached cannot exceed twice that normally read at the given 
point upon the line. The transient terra cannot more than 
double tlie voltage. This will be true of either tlie main line or 
the branch line. If, therefore, a main line of considerable mafoii- 
tiide ia tapped near its extremity by a short branch, the voltapc 
in the main line may approximate double potential and thus 
supply an excessive voltage to the small branch line. This, 
again, may tend to increase above its supply and a greater excess 
of voltage may be reached upon the branch if thus excited during 
the existence of the transient term in the wave of the main line. 
Ordinarily, such rises ire much limited by losses, etc., -and never 
reach double values. The cases 1 and 3 need not be considere<I 
aa presenting serious liability to trouble. 

Opening a line may be just as simple an operation as closing 
it, or it may give rise to trouble. This depends upon the current 
ruptured and the point upon current curve where the break 
occurs. An oil circuit breaker opens the line at the zero point 
on the wave and causes no disturbance. If the line is opwned by 
an arcing across the switch clips, as in open air, there is great 
danger of setting up a cumulative oscillation which will destroy 
insulation or apparatus. Switching troubles are most apt to 
occur in that portion of a circuit in which there is considerable 
inductive reactance and low capacity. If the energy storage 
is large we have: 

■ = = large quantity. 

Hence, if L is large, i is moderate and C is small, e must be large. 
This causes extreme potential rises. Difficulties are more apt 
to arise with transformers and reactive coils than with trans- 
mission lines or cable systems. 

Because of these tendencies, low-voltage switching is practised 
wherever feasible, the circuits being closed or opened upon the 
low-potential side of the transformer. 

.\nother source of danger is in handling idle lines. If a line is 
cut off from generator and load by opening at the point of zero 
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current, the whole of the eneigj- stored therein is present in the 
flectrostatie charge of the line to hi^h potential against ground. 
Tlie line ia idle but not dead and it will diHrharge to ground 
through the body of anyone touching it. It is, therefore, always 
preferable to ground idle lines before handling them. 

Wave Length. — As the electrical impulse travels 188,000 milea 
per second (in air or along aerial lines, though not in cables or 
machines), the statement that a certain circuit receives current 
at 60 cycles per second determines for us the wave length or the 
space covered by one wave. It will be 188,000+60 = 3133 miles 
from crest to ereat. Hence a line 3 133 miles long will be receiving 
a 60-cycle current at one end and supplying it to the load at the 
other end one cycle behind time. The generator end of a line 
one-quarter as long, 784 miles, will be at zero potential in its 
wave when the receiver is at maximum potential. For a 25- 
cycle circuit, the wave is 7520 miles in length and the quarter 
wave is 1880 miles long. 

When we deal with the more rapid changes such as occur in 
the current in a telephone circuit, the wave length becomes 
much shorter. These waves are very complex and the higher 
harmonics are very important to the clear vocalization. Con- 
sidering, then, one of the harmonics of a frequency about 3000 
cycles per second, we find that its wave length is only about 62 . 6 
miles. That is, a telephone line 65 miles long would "contain" 
a complete wave of this harmonic at any given instant. 

In a transmission line of quarter wave length, Steinmetz has 
shown that with a constant potential supply, the circuit tends to 
regulate for a constant current load and vice versa. This means 
that with constant potential supply, the rise in terminal voltage 
at the receiver end of the line will be great for open circuit. 
The tendency in this direction is present in even shorter lines if 
they are long enough to approximate the quarter wave condition, 
and, hence, long transmission lines are liable to give poor regula- 
tion characteristics and poor operation conditions for synchron- 
ous apparatus. 

Waves. — The building up of voltage due to certain relations 
between wave length and line length may be likened to the 
addition of reflected waves to the primary waves. In fact, the 
mathematical expressions for the conditions existing in a circuit 
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oci'wr in the oxact form for a wave and it-? reflection from the end 
of the eireuit. If, then, the interreUtion of length;} is at the 
critical point, the rise js theoretically infinite. Thia critical 
point is the quarter wave length for the line. 

To carry the illustration farther, if a line branches into numer- 
ous circuits, each one will have a reflection condition of its own 
and the main line will add all of these reflected components. 
At each branching point or change in line characteristics a 
partial reflection occurs, as does also a partial transmission. 
The transmitted component is not necessarily in exact phase with 
the received wave because the reflected component has been 
subtracted. The analogy of reflection, therefore, necessitates as 
a corollary the concept of refraction. 

The phenomena occurring in & fixed drcuil, however varied its 
local characteristics and however much it branches, must be 
distinguished from those occurring due to changes in circuit 
conditions. We have already pointed out that in the case of the 
latter, the frequency is determined by the quantities L and C 
and the duration of the disturbance depends upon r. In fixed 
circuits, however, the impressed voltage is the variable and the 
phenomena depend upon its change, that is, upon its frequency, 
wave-shape, etc. Certain conditions of circuits give peculiar 
resultant waves for the combined main wave and reflected wave. 
Taking, for convenience, the sine wave only into account, we will 
consider two of the cases, standing waves and traveling wavex. 

The combination of the main wave with the reflected wave 
will give zero points or nodes along the line. When these nodes 
remain stationary, waves likewise remain in a fixed position, 
although varying in value, and we have the standing wave. 
When the resultant zero point does not have a fixed position 
upon the line, the resultant wave is a traveling wave. It and the 
node travel but not at the full velocity of the main wave. The 
direction of travel is away from the source of power supply. 

The standing wave may be represented by a sine wave upon 
the zero axis and will be of such frequency and wave length 
that the transmi.ssion line jnust be a multiple (odd or even) of 
tiic quarter wave length. That is, the line is one-quarter, one- 
half, two times, . . . the wave length, depending upon circuit 
condition-'^. This standing wave dies out in one or the other of 



LINE PHENOMENA. 



443 



iwo ways, (1) decreasing accortliiif:! to simple or comhiiu'tl 
cxi)oiieut iai laws or (2) oseilhitiug through zero viilues to niaxtma 
and minima that decrease according to theac simple or combined 
exponential laws. That is, the time component of the mathe- 
matical expreaaion for the standing wave may contain 
(1) Simple or compound negative exponentials in time, or 
i'i) A product of negative exponentials and trigonometrical 
functions in time. 




The "attenuation" or "decrement" factor of a standing wave 
is Ecnerally* greater than zero because the wave is an oscillation 
of .stored energy from one form to the other, and in so exchanging 
fimditions the energy storage occurs with different distribution 
over the quarter wave length unit of line. This passage of energy 
nver the line is accompanied by energy loss, so that the wave 
Emdually dies out. To illustrate this, take a line of quarter 
Wave length open at the end distant from the generator, Sup- 
pone the generator is suddenly cut off from line and line is 
grounded around it. The electrostatic storage of energy may 
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be shown by one of the niimproua posHil)Ie piisitions of the voltagp 
wave as hi Fig. 272, It. is miixiinum at tlic i)pon end of the linct 
and minimum at the gnniiKlwl mil. But now the clE-f-trowtatic 
energy is converted into electromagnetic energy by a discharge of 
this potential by means of "current in the line. This current will 
reach a maximum at the grounded end of the line, and conse- 
quently, so will the electromagnetic energy. That is, the current 
of the line and the electromagnetic energy distribution are shown 
by a second curve in Fig. 272, These two conditions, maximum 
voltage and maximum current, do not occur simultaneously but 
at a time interval corresponding to a quarter cycle. 

Y MAGNITUDE 



It is seen that the encrg}' stored is differently distributed over 
the quarter wave length line for the two conditions of storage, 
as originally stated. Hence, the transfer from one condition to 
the other will dissipate energy and eventually cause the standing 
wave to disappear. 

Perhaps a clearer idea of the standing wave may be acquired 
by using the three coordinates, x, y and a of solid geometr}' for 
diatance, magnitude and time, respectively, as shown in Fig. 273. 
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We may assume the case of a line open-circuited at the generator 
end (by circuit breaker) and short-circuited at the other end 
(by grounding). Then the voltage will be great at generator 
end and current zero, while current will be great at the distant 
end and voltage zero. The voltage curve, therefore, is shown by 
the cosine wave upon the 3:-axtB, being maximum at distance 
equal to zero, etc., thus 

e is max. when rf = 0, l^; 21^, , . . 
e is min. when d = 0.5i„, 1.5/„, 2.5^0, . . , 
e is zero, when d = 0.25/„, 0.75Z„, 1.25/„, , . . 
Time varies in the positive direction of axis z. 

First Case. — Every value of voltage shown upon the cosine 
wave discussed decreases logarithmically as shown by the yz 
curve indicating exactly how the voltage 1 at open end changes. 
Voltage 3 changes similarly from its minimum value to zero at 
infinite time. Voltage 5 is exactly similar to voltage 1 . Voltages 
2, 4 and G start at zero and remain there. The topographic map 
upon the time-distance plane shows parallel hollows and ridges 
of depths and heights, respectively, decreasing with passing time. 

Second Case. — The same xy curve obtains at zero time, but 
with passage of time the voltage 1 oscillates between successively 
decreasing maxima and minima whose crests follow the expo- 
nential curves. Voltage 5 has an identical sequence; voltage 3 
has the corresponding negative sequence; voltages 2, 4 and 6 
continue at zero. Intermediate voltages oscillate between lesser 
maxima and minima following the same law of decrement. Thq 
topographic map upon the time-distance plane shows a checker- 
board of mountain peaks and basins decreasing in height and 
depth in the direction of increasing time. 

In either case, a section of the surface by a plane parallel to 
the aiy-plane will give a true cosine wave. That is, the space 
distribution is always trigonometric. Any curve shown by a 
section parallel to the yz plane is exponential in the first case, or 
an exponential-trigonometric product, in the second case. In 
standing waves, there is no energy transmission along the line 
through nodal points. 

In trareliiig waren. there is transmis.sion of energy along the 
line. The travel must be away from the end of the line from 
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which energj' was originally 3upplic<l, because the reflected wave 
is always smaller than tlie main wave due to losses. 

The simplest case of the traveling wave is that for a line of 
infinite length and, consequently, having no reflected components. 
Here it becomes the simple sine wave moving at speed of full 
frequency. With an open line of limited length, however, the 
reflected wave will be present and the peculiar result will be 
noted of nodal points with unequal spacings, due to the fact that 
the successive cycles of the reflected wave are not of constant 
magnitude and hence combine differently with the main wave. 

Corona.* — It has been found that as parallel conductors are 
subjected to higher and higher voltages, there comes a time when 
the potential reaches such a value that considerable enerfij' 
discharge or leakage occurs between the two conductors. When 
once this value of voltage is attained, the critical voltage, a con- 
tinued increase in potential is accompanied by a very rapid riwj 
ill energy loss. As the discharge becomes appreciable, the con- 
ductors are surrounded by n luminous envelope having a bluish 
tinge. The diameter of the envelope increases as the voltage is 
further increased. This phenomena is known ajj tlie corona 
effect. 

It is quite hkely that the air surrounding the wire becomes 
conducting and increases the effective diameter of the conductor. 
This is a direct result of reaching high values of potential that the 
strain sot up in the space surrounding the conductor is greater 
than the medium will withstand. It is the same phenomenon 
which takes place preceding rupture between needle points of 
a spark gap and, in fact, it presages rupture from line to line. 

As is well known, however, the potential gradient at the surface 
of a conductor depends upon, not only the voltage of the Une 
and its distance from the return line but also the curvature of 
the surface of the conductor itself. 

It is undoubtedly the ca.se that the breakdown of air as an 
insulator progresses rather slowly ut first due to the fact that 
it requires a definite amoimt of energy to accomplish it. The 
expenditure of this energy in the vicinity of the conductor 

nol BltpmptBl II.T1-. For Huch .IbIo, the reniier i.i referred U 
befun- (hp A. I. K. E. Efpcc-inllv. attonllon is directed W pa 
WhiulivniJ IJttlU) iini! I'evW (1911). 
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surface causes chemical changes in the air and also produces 
heat and Ught. 

As previously derived, in the discussion of the capacity of a trans- 
mission line, the potential of a particle which moves from the cen- 
ter plane between two parallel conductors (see Fig. 194, Chapter 
VIII) to the surface of one of the conductors, will be expressed by 
d 



iP- 



d-x/ 



This potential is, then, the potential of the conductor, oi' the 
difference between its potential and that of tlie neutral plane, 
which is taken as zero. 

At any intermediate point, as x^, the potential will be 



The 


potential gradient, 


as .T 


, varies, is 




dE, 




d 




dx, 
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But 


2« = 










1»S, 


d~r 




dE, 




J ' 




dx, 




' zM-'d 



log. 

If, then, the value of the potential gradient exceeds the poten- 
tial which air will stand, there will be at least partial rupture and 
energy discharge. As the value of x, ig limited and can be not 
less than r, and not greater than rf— r, the potential gradient 
cannot become infinite, but will be a maximum at these two 
extreme values of a;,, that is, at the surface of the conductor. 
With this condition, d is large compared to x and we may write 
dEx, _E 1 

dx, X, , d — r 

logj 

r 
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B x, = r and d is much greater than r, 
dE^, E 



dx. 



rlog. 



This ia the fundamental equation for the corona. However, the 
application of the equation is not very simple, because the 
numerical value of voltage to which this expression must be 
placed equal is not easily obtained with any great degree of 
accuracy. For ordinary conditions of atmosphere at or near sea 
level without such impurities as salt, etc., it is probably safe to 
use for air 70,000 volts per inch. That is. 



70,000 = 



r log, - 



E = voltage to neutral to start corona. 

r = radiua of conductor in inches. 

d = distance between centers of conductors in inches. 
Calculated from this equation, the critical voltages which may 
not be exceeded without corona losses are tabulated for certaia 
combinations of radii of conductor and conductor spacings in 
Table XL. 



Table XL. 



Voltages. 



Gage number. 


K 


4 


0. 1022 


3 


0.1147 


2 


0.1288 


1 


0,1446 





0.1624 


00 


0.1824 


000 


0.2048 


0000 


0,2300 




0.2500 




0.5000 




1.0000 



... 


60 in. 


.,.. 


96 iD. 


120 in. 
44100 


144 in. 


38S0O 


39900 


41300 


42700 


45500 


42700 


44100 


45500 


47600 


49000 


5O4O0 


40900 


49000 


50400 


52500 


54600 


56000 


51800 


539O0 


55300 


58100 


60200 


62300 


56700 


59500 


60900 


63700 


65800 


67900 


62300 


66100 


67200 


70700 


72800 , 74900 


68600 


72100 


74200 


77700 


80500 82600 


75600 


79100 


81200 


85400 


88900 1 91700 


81200 


84700 


87500 


91700 


95200 98000 


147000 


147700 


153300 


162400 


168700 ' 1 74300 


238700 


2.52000 


2fi3200 


281400 


29,5400 
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For lower atmospheric pressure, as that at high altitudes, the 
value of the voltage air will stand without rupture miist be 
decreased very materially. This may account for the large 
differences between values given by different authorities. It 
will even depend upon meteorological conditions from day to day. 
Wave shape will have its effect upon the critical point, as the 
discharge is evidently dependent upon the maximum value of 
voltage rather than the effective value provided the peak js not 
too sharp. The fiat topped wave, therefore, will give less dis- 
charge than a pointed wave of the same effective reading. 

Corona will occur with any medium between the conductors, 
oil, rubber, paper, etc. The material used, however, possessing, 
as it does, a different dielectric strength, will not give the same 
critical point as wilt air. 

From the foregoing, it is evident that, for the same conduc- 
tivity, aluminium conductors will give a lesser corona discharge 
than will copper at any given potential, because the wire has a 
greater diameter. With increase of line voltages now contem- 
plated, it is very probable that aluminium will be adopted fre- 
quently because of this one advantage. The use of insulated 
or covered condurtors is, aa yet, important only in underground 
work, but it may affect aerial lines at some future time, as rublxtr 
has, probably, three times the dielectric strength of air and oil 
has about twice the value. 

Special applications of compressed air may be made in con- 
nection with insulating bushings, oil switches, etc., aa increased 
pressure will raise the critical voltage point. 

When a transmission line is running at or near the critical 
voltage, a slight rise in potential will rapidly increase the dis- 
charge to atmosphere. Hence, it has been asserted that a 
lighting disturbance to a line in such a condition of operation 
will not be serious. The increased charge cannot be taken by 
the hne which, therefore, cannot transmit the disturbance to the 
powei'-house or substation. In other words, it is expected that a 
hne running near the critical voltage point will be self-protected 
and will need no lightning arresters. Such conditions are being 
tried upon the line of the Grand Rapids and Muskegon Power 
Company, and, so far, no serious trouble has resulted from the 
practice. 
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Aerial Byetem, ohjections tn, 130 
Alloys, resistance of, 9 
Alternator cbarac ten sties, 3l!i 

voltages, 314 
Aluminium, 11 

cell, volt-ampcrb characteristic 
189 

characteristics of, 14 

comparison with co]i]>er, 12 

wire data, 16, 17 
American turbine, 271 
Ammeters, 407 
Amortiaseur wjndini^, 392 
Anchoring trolley wires, 101 

with catenary supports, lOG 
Anchors, 81 
Arc-lighting power fact«rs, 202 

voltage values, 202 
Ast)eBtofl, 31 
Attenuation factor, 443 
Auto- transformers, 3S2 
Auxiliary bus bars, 224 

generators, 231 

Benchboard, 157 
Boiler efficiency, 294 

rating, 294 
Boilers, 293 
Braces, pole, 8C 
Brackets for trolley wirpK, 103 
Brayton cycle, 307 
Bus bars, 159 

auxiliary, 224 

in compartments, 182 

Cable rack, 148 

Cables, carrying ca[iacily, 28 

impedance data, 27 

submarine. 31 

testing voltages, 29 



Calculations for lines, 251 
Callender solid system, 131 
Cambric, varnished, 20 
Capacity, 239, 436 

against ground, 243 

of throe-phase circuit, 242 

specific inductive, 32 
Carbon dioxide recorder, 293 
Carpenter's formula, 81 
Catenary suspension, 105 

double, 106 
Charging a line, 440 

aluminium cells, 191 

current, 250 
Cheiy formula, 267 
Choke coits, 184 
Circuit breakers, 160 
Circuits, types of, 198 
Clamp, cable, 103 
Comroutating polee, 403 
Oonimutation and rectification, 371 
Compensating windings, 402 
Compound motors, 401 
Concrete (or conduit- laying, 137 

poles, 58 
Condenser, synchronous, 3fl5 
Conductors, 1 

arrangement 

breaking at insulator 

carrying capacity, 3 

flexible, 21 

imaginary, 244 

stringing, 88 
subdivision of, 237 
Conduit, clay. 133 
fiber, 141 
radial, 140 
rerlebral, 149 



119 



..Google 



452 INI 

Constant potential ayBtem, lOft 
Conetanta of circuiu, 232 
Contractor's duties, 153 
Contnct ratas, 435 
Copper economy, 225 

wire, 4 

data on, 7, S 
tensile strength, 5 
Corona, 446 
Coeta, alternators, 314 

converters, 380 

direct current generators, 318 

motor-generator sets, 3fH) 

prime movers, 305 
Creosote, 60 
Critjeal voltages, 446 
Cross-arma, 86 

bracing. 86 

double. 87 
Curve analysis, 418 

tracers, 425 
Curves, effective value and scale, 417 
Cutouts, 202 
Dama, 282 
Dead-ending, 118 
Decrement factor, 443 
Development of switch l)OBrii, 155 
Diesel engine, 307 
Direct control, 157 
Discharge mea.-<uremenfs, 250 
Distribution. 346 

circuits, 198 
Dohcrty system, 433, 435 
Double catenary susj)enslon, 166 
Draft tulves, 276 
Drawing in a cable, 152 
Duties of contiuctor, 153 

of engineer, 154 

Economizers, 204 
Kconomy of conductor, 225 
I''dison underground system, 132 
ICfliciency of alternators, 313 
of trailers, 294 



I, 380 



generators 



Efficiency of mot-or-generator sets, 
380 

of motors, 380 

of transformers, 356, 380 

of turbines. 278 
Electrolysis, 153 

Electrolytic lightning arrester, 189 
Engineer's duties, 154 
Engines, internal combustion, 304 

steam. 29S 
Equation for irregular wave, 435 
Erecting masta, 113 
Erection of towers, tl4 
Excit«r panel, 180 
Exciters, size of, 312 

Feeder calculations, 216 
comparison of, 217 

connections, 101 

panel, direct current, 183 
Feeders, 204 

from auxiliary bus bars, 224 

railway, 221 

with looped mains, 222 
Feedwat«r heaters. 204 
Fiber conduit, 141 
Flexibility of interconnection!:, 173 
Flumes, 267 

"Forming-up" aluminium cells, IM 
Foundations for towers. 112 
Four-cycle engine, 305 
Francis formuke, 260 

turbine, 274, 277 
Fre<|uency changers, 367, 370 
paralleling, 368 
ntios of, 367 

effect of. upon current penp- 
tration, 20 

meter, 415 
Friction head, 268 
Fuses, 169 

enclosed, 171 

expulsion, 172 

Gage, B. and S.. with certain ■!>■ 

proximations, 3 
Gages, com)>ariaon of wire, 2 
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(inking atreama, 250 
<.>ati!age, turbine, 27 S 
<;at«H, turbine, 275 
(icnenition, 257 

Ucaerator panel, alternating-cur- 
rent, 181 

direct-Durrent, 183 
Generators, altematinf;-^urrent, :tlO 

direct-current, 317 
Gui'Grnors, choo«ing siEe of, 285 

fluid, 287 

mechanical, 289 

waterwheel, 285 
Cradinii; insulation, 31 
Grounds, 122 

for li^^htnin); arroutcrs, IS-l 
(■round wires, 121 
Guards, 123 
Gutta-percha, 30 
Guying by stubs, 83 

to trees, 82 

towers. 114 
Guys,' attachment of, 84 

head, 84 

long, 84 

Hannonics, 420 
Head available, 265 
Heads, typical, 273 
High-tension outlets. 12A 
Holding power of earth, 81 
Hopkinson system, 433 
Horngap, auxiliary, 192 
Homgapa, 180 
Hunting of synchronous nmcliit 

390 
Hydnulic gmdient, 272 

power, 257 

radius, 267 

Ice-coated lines, 343 

Idl« lines, 440 

Imaginary conductors, 244 

Impedance of cables, 27 

Indicator card, Brayton, 307 

Diesel, 307 

Otto, 306 
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Indicator, <lonuuid, 431 
phase, 410 
synchroniam, 41G 
Inductance against ground, 243 
mutual, 243 
self, 233, 436 
Induction motor, 382 
loading, 387 
multi-s|)eed, 380 
panel, 181 
sUrting, 384 
mutual, 245 

on telephone lines, 91 
Inductor alternator, 312 
Injury to ca))le covering, 152 
Inspection of insulation, 2C 
Insulation, grading of, 31 
materials, 22 
rubber, 22 
testing value of, 23 
Insulators, development of, 33 
feeder, 36 
section, 99 
strain, 37 
transposition, 3li 
trolley-wire, 97 
types for line. 33 
Interconnections of lincH, etc., 173 
Internal combustion engines, :i04 
advantages of, 308 
disadvantages of, 309 
Iron wire. 17 



90 



Joints in conducto 

in wood, |}ainting, 
sleeve, 90 



Laying conduit, 136 
Lightning arresters, 183 

electrolytic, 189 

homgap, 186 

multigap, 187 

water jot, 185 
discharge recorder, IM 
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Limavon, 375 

Line calculation!;, 251 

indefinite series, 325, 335 
probiems, 320, 332 
single condenser, 323 
summiu'y of, 339 
three condensers, 324, 334 
drop, 238 
[i&nel, 181 
lihenomcoa, 436 
regulatJon,.24S, 32C, 331) 
Link insulators, isstallfttioiui of, 11 
Load chaTOcteriaticM, 381 

factor, 432, 433 
Logarithmic disch&rge, 438 
Lombard governor, 287 
Looped mains, 207 

and feeders, 222 
Lord Kelvin's law, 225 

Mains of \'arying size, 211 
Manholes, 146 
Masts, erecting. 113 
Matthiesen':< standard, 5 
Matthews' cnliio clamp, 103 
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ichor, i 



Measurements, 407 
Mercury arc. See rectifier. 
Meteorological survey, US, 320 
Meter calibration, 414 
Meters, 407 

fre<[uency, 415 

water, 263 
Mil, 1 

Moisture in oil, 3C1 
Motor, alternating-current, commu- 
tator, 399 

applications, 404 

compound, 401, 4U(i 

direct-current, 400, 400 

Keneratom, 379 

induction, 382, 405 
Rtartinfc, 384 

repulsion, 400 

wrics, 401,406 

»hunt, 400, 406 

synchronous, 386, 40(1 



Motors, types of, 382 

Multigap arrcat«ra, 187 
Mutual induction, 245 

Natural frequency of line, 254 

of machine, 391 
Networks, 221 

Neutral, bringing directrKJUmiil 
from transformer, 230 
of three-wire Hystem, 214 
New York, New Haven and Hurt- 
ford catenary support , I (Mi 

Ulls, drying, 361 

moisture in, 361 
transformer, 360 
Oil switch, 162 

installation of, 166 
rating, 167 
Oi>oning a line, 440 
Oscillations, 437 

Oscillogram, alternating-currenl vin- 
tage recovery, 430 
blowing an aluminium fuse, 429 
oil circuit breaker, 42S 
jiulsatioD of synchronous con- 

vertor, 430 
short-circuit of generator, 42i, 
428 
Oscillograph, 425 
Otto cycle, 305 
Outdoor switching, 183 
Outlets, high-tension, 126 
Over-motoring, 404 

Pajier insulation, 30 
Paraffin, 31 

Para rubber, 22 
Pedestal switchboards, 157 
Pelton wheel, 273, 279 
Penetration, e(iuivnlent dcplh <m 

current, 20 
Penstocks, 270 
Phase characteristics, 39-t 

indicator, 416 
Pins, 55 



fastening ii 



croai»-am», "' 



Pi|)e lineM, anchoring, 271 

slet'l, 271 

wooden, 270 
Hi>es, long, 269 
Pole groups, 110 
" Poleroctor," 76 
Poles, 47 

settingM, 77 
Polyphase meters, 413 
Potential grudic lit, circulation of ,205 
for parallel circuit, 203 
for series circuit, 200 
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with feeders, 204 

Putheads, 184 

Power factor control, 395 
of motor load, 395 
synchronous motor, 394 
lines, 109 

Preaorvatives for wowl, 50 

Prime movers, economy of, 305, 308 

l>roblem A, 320 

Problem B, 332 

Quarter-wave length, 443 

Kadial conduit, 140 
H&ilway feeders, 221 

lines, 97 

load, character of, 210 
luting curve of stream, 201 
Kates, systems of, 432 
Ueactance, 237 

of transformers, 364 
liccorder, discharge, 194 
Hectification, 371 
Kectifier, electrolytic, 371 

mercury arc, 371 

voltage ratios of, 372 
Reels for wire stringing, 8S 
Itc^pneration, 349 
Kcgiilation of nltonmtorn, 313 

of lines. 24S 

calculation. 320. .^')li 

of speed, water-wheel m. 
engine. 2X9, 290 

□f transformers, 353 
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Regulator panel, 180 

voltage, 105 
Relays upon circuit breakers, 107 
Relay switching, summary of, 177 
Remote control, 167, 168 
Repulsion motor, 400 
Reservoirs, 282 

Resistance, charging, used with etec- 
trulytic arrostere, 192 

effective, 232 

Matthicsen's standards of, 5 

of alloys, 9 

tables. 7, 8, 16. 17 
Return circuit for railways, 109 
Right of way, 68, 319 
Rodding conduits, 147 
Roof entrsncaa, 128 
Rope drive, 31 1 
Rotary oonvertors. Sc-o synchro- 

noua convertora. 
Rubber insulation, 22 
Run-ofl, 258 

Sag of lines. 116 
Scale of curves, 417 
Scliaghticoke redevelopment, 283 
"Scott" connection, 351 
Second-feet discharge, 258 
Section Insulator, 99 
Self-induction, coefficient of, 233 

of three-phase circuit, 230 
Series method of line calculation, 254 

motor, 401 
Service boxes, 150 
Shelving in manholes, 149 
Shunt motor, 400 
Siphon pipe line, 272 
Skin-effect with iron conductors, 18 
Sleet storms, 71 

Slope of stream to show flow, 239 
S}>an calculation!!, 340 
Spark grsp. 409 
SpeciRcations for copjwr wire, 10 

for rubber inxulation, '£1 
Starting induclUm motors, 384 

synchronous convertora, 388 
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Station wirinf;, 179 

tjtcam enxinei 205 

ratinga, 267 

speed chftractcrUlicH, 2t)tS 
water ratee, 297, 303 
power, 290 

preaaiires in CurtJH turbinu, 300 
turbioe blading, 299 
turbines, 298 
Curtis, 300 
De Laval, 299 
low pressure, 303 
speeds, 300 
water rates. 302, 303 
Weatinghouse-I'arsouB, 301 
admission, 301 
Stokers, mechanical, 292 
Storage of water, 283 
Storms, 320 
Stream velocity, 262 
Sturgess governor, 287, 289 
Subdivision of conductor, 237 
Substations, 347 
Surges, 437 

Switchboard designs, 177, ISO 
developmont of, 155 
panel equipments, 180 
rack, 155 
Switches, generator, 174 
group. 175 
line, 174 
section, 174 
selector, 174 
t)r]>es of, 159 
Switching, 439 

by relays, summary of, 177 
outdoor, 183 
ss^tema, 173 
Switch, oil, lez 
Synchronism indicator. 41(i 
Synchronous condenser, 395 

current cycle of, 375 

heating. 375 
panel, 182 

voltage ratios of, 374, 377 
motor, 380 



hronous motor, hunting of, 390 
initial current, 388 

torque, 388 
loading, 387 
panel, 182 

phase charact«ristics, 393 
starting of, 388 
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lines for jxiwer linc«, 121 
induction of, 91 
Tension of lines, 116 
Thermal losses, 291 
Three-wire supply, 228 

systems, 212 
Tie-wires, 89 
Tirrill regulator, 105 
Tower assembly, HI 

erection, 114 

settings. 111 
Transformer connections, 35U, 3m 

oils, 360 

reactances, 364 
Transformers, air-blast. 358, 362 

constant-current. 365 

constant-potential, 349 

cooling of, 358 

oii-cooled, 358, 362 

potential, 414 

series. 414 

water-cooled, 360, 362 
Transmission tine, 319 
Transposition of conductors, I20 

single-pin, 96 

siiuare, 96 
Transpositions, telephone line, 02 
Trolley-wire brackets, 103 

catenary support, 105 

ears, 99 

feeders, 101 

frogs and crossings, 100 

insulators, 97 

span supports, 97 
Timnels for conductors, 131 
Turbine settings, 2S0 
Turbines, steam. See steam turbinea. 



Turbines, water, 272 
types of, 273 
Two-cycle engine, 306 
Tyingorclampiag conductor, IIS 
Types of motors, 382 
of switches, 159 

Uniformity of voltage, need of, 21ft 
Unit type of control, 130 

Varnished cambric, 26 
Velocity head, 261 

method of c&loulation of stream 
flow, 259 

of water flow, 267 
Ventilation of manholes, 151 
Vottogea, standard for tines, 321 
VnltmeterH, 408 

Wall outlets, 126 
Water-flow in canals, 267 

in streams, 258 



Water jets. 185 
power, 257 

rates for steam engines, 207, 

303 

for st«am turbines, 302, 303 

storage, 283 

wheels, 272 

Watt-hour meters, 409 

r connections, 410 
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polyphase, 413 
Wavelength, 441 
Waves, 441 

standing, 442 

traveling, 442, 445 
Weir measurements, 259 
Wind pressures, 843 
Wires, measurement of, 1 
Wire specifications, 10 

tables, aluminium, 16, 17 

copper, 7, 8 
Woodward governor, 289 
Wright demand indicator, 431 
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